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Office of SiTATe Board of Health, 

State House, Boston, April 30, 1900. 

To the General Court of Massachusetts. 

I have the honor to transmit to the Legislature th^ report required 

by the provisions of chapter 65 of the Resolves of 1899, entitled 

* ' A resolve directing the State Board of Health to report upon the 

general subject of the discharge of sewage into Boston harbor." 

By order of the State Board of Health, 

SAML. W. ABBOTT, 

Secretary. 



EEPORT OF THE STATE BOARD OF HEALTH UPON THE 

GENERAL SUBJECT OF THE DISCHARGE OF 

SEWAGE INTO BOSTON HARBOR. 



To the General Court of Massachusetts. 

By chapter 65 of the Eesolves of the General Court of Massa^ 
chusetts of 1899, the State Board of Health is directed to consider 
the general subject of the discharge of sewage into Boston harbor 
and the disposal of sewage for the Metropolitan districts of the 
Commonwealth, and to report a plan for an outlet for a high-level, 
gravity or other sewer for the relief of the Charles and Neponset 
River valleys. 

Sewage is now discharged into Boston harbor at two points,* one 
beins: at the northern limit of the outlet of the harbor near Deer 
Island Beacon and the other in a more central position nearer the 
main land on the north side of Moon Island. 

At the outlet near Deer Island Beacon, which is four and two- 
thirds miles from Long Wharf in Boston, and in the northerly edge 
of the main ship channel, sewage from the North Metropolitan dis- 
trict is allowed to discharge as it comes at all stages of the tide. 
The quantity of sewage discharged in twenty-four hours now reaches 
about 50,000,000 gallons ; and this quantity, while distinctly visible 
along the northerly edge of the channel for a half mile toward the 
city on the incoming tide and toward the sea on the outgoing tide, 
gradually becomes less distinct at greater distances from the outlet, 
and disappears entirely within a distance of one and a quarter miles. 

With the increase of population in the North Metropolitan dis- 
trict the amount of sewage discharged will increase and will spread 
over a somewhat larger area ; but the Board sees no reason to antici- 
pate any trouble from this for many years in the future upon any 
inhabitable shores, and believes that the only objection that can be 
raised to the continual discharge of sewage here will be by those 
sailing through or near to the stream of sewage within a mile of the 
outlet. 

* See plan opposite title page. 
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At Moon Island is now discharged sewage from the main drainage 
works of Boston, including that from the lower valley of Charles 
River and from a part of Neponset River valley, amounting to a 
maximum of about 100,000,000 gallons a day. 

This outlet is about one and three-quarters miles farther west than 
the outlet at Deer Island Beacon, and much nearer the main land, 
and so situated that if sewage were allowed to discharge upon the 
incoming tide it would be brought to habitable shores and become a 
nuisance ; for this reason the sewage is conveyed to reservoirs on 
Moon Island during the incoming tide and discharged only during 
certain hours of outgoing tide, when the currents are most favorable 
for conveying the sewage-laden water toward the sea through chan- 
nels which render its passage the least objectionable. 

By storing sewage in reservoirs, even for the hours between tides, 
it becomes more offensive ; and the large amount which must be 
discharged in the short time of favorable outgoing currents ren- 
ders the locality of the outlet and the surrounding area of a half 
mile radius much more objectionable than the steady discharge of 
fresh sewage at Deer Island Beacon. These conditions limit the 
amount of sewage that may be concentrated at this point without 
creating a nuisance. 

The tunnel connecting Old Harbor Point and Squantum in the 
line of the Boston main drainage system has a maximum capacity 
for conveying about 150,000,000 gallons of sewage per day ; and 
this is about the amount of sewage that may be expected forty years 
hence from the low-level area of Boston for which these works were 
designed. This amount will be about fifty per cent, more than the 
present maximum discharge, and in the opinion of the Board this 
should be regarded as about the maximum amount that can be con- 
centrated at Moon Island outlet without giving unreasonable offence. 

We think the Metropolitan Sewerage Commissioners have done 
well in seeking another outlet for the South Metropolitan system , 
with the view of ultimately removing from the Moon Island outlet 
all of the areas now drained which were not contemplated in the 
original design for the low-lying area of Boston. With the limita- 
tion above indicated, we regard the outlet at Moon Island a suit- 
able point of discharge for the sewage of the low-lying portion of 
Boston. 

From a careful study of the channels and currents of the harbor 
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and of the whole area which may in future be included in the South 

Metropolitan system, we conclude that the Metropolitan Sewerage 

Commissioners, in their report upon a high-level gravity sewer, 

of Feb. 11, 1899, have designated the channel in the harbor best 

suited to receive the sewage of the South Metropolitan system, viz., 

the channel along the north-westerly side of Peddock's Island ; but 

after an extended study of the locality we would advise moving the 

outlets they propose about 2,000 feet fuii:her north, so that both 

will be one mile from Nut Island, one directly north from the 

middle thereof and the other 1,500 feet more easterly, as indicated 

upon the plan. Here the sewage will be discharged about 30 feet 

below the surface at low tide into a strong and deep current, by which 

it will be kept well away from inhabited shores until it disappears by 

commingling with enormous quantities of ever-changing salt wat«r. 

The paths that will be taken by the sewage discharged at these 
points with their limitations upon varying conditions of wind and 
tide are shown upon the maps of the accompanying report of the 
chief engineer of the Board ; and, from a study of the actual condi- 
tions existing at the present outlets, we conclude that the sewage 
of the South Metropolitan system can be discharged at these points 
continuously without offence except to those who are sailing in the 
stream of mingled sewage and water, or near its leeward side within 
a mile of the outlets, and that they are the most suitable points for 
the discharge of the sewage of the South Metropolitan system. 

The plan of outlet designated on pages 77 and 78 of the report 
of the Metropolitan Sewerage Commissioners of Feb. 11, 1899, to 
the General Court, with the change of position herein presented, ia 
recommended for adoption by this Board. 

In considering the general subject of the disposal of sewage for 
the Metropolitan districts of the Commonwealth, as required by the 
resolve, question has arisen as to what areas were intended to be 
included in this study. 

There are areas north and north-east from the North Metropolitan 
sewerage system which are nearer to Boston than some of the areaa 
which have been considered ; but, as the question of discharge of 
sewage into Boston harbor from these territories is not likely ta 
arise, except for some small areas which may become adjuncts ta 
the North Metropolitan system, for which provision is made under 
existing laws, no consideration is given to these areas in this report ;. 
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but examination has been made of all territory in regard to which 
may arise question as to whether its sewage had better be discharged 
into Boston harbor. 

After a very complete study of all of the towns of the upper 
Charles and Neponset River valleys, a brief statement of which is 
given in the accompanying report of the chief engineer of the Board, 
it was found that, with few exceptions, to be mentioned, it will be 
more economical to dispose of the sewage of these towns (which are 
not designated by law as belonging to one of the Metropolitan dis- 
tricts) by filtration upon land in each town, or by a combination of 
two or more towns, than by conveying it to Boston harbor. 
' The exceptions are areas of small extent in the towns of Welles- 
V^ leyi Needham and Weston, lying near to Charles River, the sewage 
|C\<<67 from which can be conveyed across the river and into the Newton 
main sewer and thence to the Charles River valley sewer of the 
Metropolitan system. 

These are the only additions that it may be well to make in this 
direction to the South Metropolitan system. 

South from Quincy and east from Canton are the towns of Ran- 
dolph, Holbrook, Braintree, Weymouth and Hingham, whose natu- 
ral drainage is into Boston harbor. Randolph and Holbrook, when 
they need to dispose of sewage, can do so economically upon land 
within their respective territories; but Braintree, Weymouth and 
Hingham can best discharge their sewage into the sea through the 
outlets of the high-level sewer. Plans by which this may be accom- 
plished are presented in the report of the chief engineer of the 
Board. 

The change of the outlet herein recommended does not require 
the presentation of a bill for action by the General Court, because 
chapter 424 of the Acts of 1899, section 1, provides that no part 
of said proposed outlet shall be constructed until plans of said out- 
let shall be further considered by the Metropolitan Sewerage Com- 
missioners and adopted and approved by the State Board of Health. 

It is further provided, by section 2 of the same act, after describ- 
ing the limits of the South Metropolitan system, that ''nothing 
herein shall be construed to vest any rights which cannot be ex- 
tended to cities and towns or parts thereof other than those herein 
named, upon such terms and conditions as may hereafter be im- 
posed by legislative enactment," and, as the sections of the towns 
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of T\rellesley, Needham and Weston and the towns of Braintree, 
TV^eymoath and Hingham which are not now included in the South 
Metropolitan system can under this section be admitted into the 
system when they may in the future need to dispose of their sew- 
age, and they can then be allowed to enter without modification of 
the works already planned, it does not appear necessary or expedi- 
ent to prepare a bill at this time under which they may then enter. 

HENRY P. WALCOTT, 
HIRAM F. MILLS, 
FRANK W. DRAPER, 
GERARD C. TOBEY, 
JAS. W. HULL, 
CHAS. H. PORTER, 
JULIAN A. MEAD, 

State Board of Health, 
Boston, April 18, 1900. 
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ENGINEER'S REPORT. 



Otfiob of Statb Board of Health, 

Statb Housb, Boston, April 18, 1900. 

To Hiram F. Mills, A.M., C.E., Chairman of CommiUee on Water Supply 
and Sewerage of the State Board of Health, 

Sir : — By direction of your committee, I present herewith a 

report of an investigation relative to a sewage outlet for the relief 

of the Charles and Neponset Kiver valleys. The investigation has 

been made under the provisions of chapter 65 of the Resolves of 

1899, which is as follows : — 

Resolve directing the State Board of Health to report upon the 
General Subject of the Discharge of Sewage into Boston 
Harbor. 
Resolved^ That the state board of health is hereby authorized and di- 
rected to consider the general subject of the discharge of sewage into Bos- 
ton harbor and the disposal of sewage for the metropolitan districts of the 
Commonwealth, and to report a plan or plans for an outlet for a high-level, 
gravity or other sewer, for the relief of the Charles and Neponset river 
valleys. Said board may employ such engineering and other assistance 
and incur such expense as may be necessary to carry out the purposes of 
this resolve. All bills for expenses incurred by the board under the pro- 
visions of this resolve shall be approved by the governor and council before 
they are sent to the auditor for payment ; and in no event shall the expense 
exceed the sum of ten thousand dollars. The report herein required shall 
be made to the general court on or before the first day of May in the year 
nineteen hundred, and if any recommendations are made by the board a 
bill embodying them shall accompany the report. [^Approved April 28^ 
1899. 

Report. 

At the time this resolve was passed there were three Metropoli- 
tan sewerage districts under the control of the Commonwealth, as 
follows : — 
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1 . The North Metropolitan district, which includes all of the cities 
and towns in the valley of the Mystic River, together with Cam- 
T^ridge, Somerville, Charlestown, East Boston and Winthrop. 

2. The Charles River valley district, which includes Waltham, 
"Watertown, Newton, Brighton and Brookline, with a small portion of 
tlie Back Bay district of Boston, in the valley of the Charles River. 

3. The Neponset River valley district, which includes the towns 
of Dedham, Hyde Park and Milton, portions of the Dorchester and 
A'V^est Roxbury districts of the city of Boston, and certain areas in 
Newton and Brookline which are as yet sparsely populated. 

The sewage of the North Metropolitan district is disposed of by 
discharging it into the sea through an outlet at Deer Island Beacon, 
which is located on the northerly side of the entrance to Boston 
harbor. The sewage of the Charles and Neponset River valley dis- 
tricts is discharged into the main drainage system of the city of 
Boston, and flows through the main sewer outlet of that system into 
the sea at Moon Island on the southerly side of Boston harbor. 

DISPOSAL OF SEWAGE OF THE NORTH METROPOLITAN DISTRICT.* 

The North Metropolitan system has been constructed in general 
accordance with a plan prepared by the State Board of Health in 
1889, and was intended to provide for the needs of that district as 
outlined above, so far as they could be foreseen for a period of forty 
years without material change. 

The outlet of this system was selected after very thorough studies 
and investigations by the Board, the results of which made it evident 
that sewage discharged continuously at Deer Island Beacon would not 
reach any shores, nor lodge upon any flats that are exposed at low 
tide, nor come into the neighborhood of any dwelling or of land 
that is capable of being used for dwellings in the future, unless it 
was a portion of Deer Island. The conclusions of the Board as to 
the disposal of the sewage of the North Metropolitan district were 
stated as follows : — 

As a result of this study, the Board has concluded that it is advisable 
to construct the sewage works to discharge continuously the comparatively 
small stream of sewage as it arrives at the outlet. Should the time ever 
come when such a discharge proves objectionable, and the objection can be 
removed by holding the sewage back for one, two or three hours after low 

* For popalation of cities and towns in this district, see table on pages 90 and 91. 
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tide, the capacity of the sewer between East Boston and the outlet Trill for 
several years be sufficient to allow of such storage during the hours named ; 
and if it becomes desirable to store the sewage through the incoming tide 
and discharge it only when the outgoing tide will carry it directly to sea, 
a reservoir can be then built on Deer Island as well as at the present time ; 
but the Board does not anticipate the need of such a reservoir. 

The results of the discharge of sewage at this place during the 
time that the works have been in operation bear out the conclusions 
that were reached by the Board in its studies in 1889. Investiga- 
tions made by the Metropolitan Sewerage Commission in 1898, at a 
time when the average quantity of sewage flowing from the outlet 
amounted to about 42,000,000 gallons per day, showed that sewage 
could be traced for a distance of only about a mile from the outlet 
on the incoming tide, and for about one and one-eighth miles from 
the outlet on the outgoing tide, and these results have been con- 
firmed by further investigations made recently by the State Board of 
Health. The sewage is discharged into a strong current reversed 
four times daily, and no collection or deposit of sewage matter accu- 
mulates anywhere. The sewage brought to this outlet is disposed of 
completely, so that its presence can nowhere be detected an hour and 
a half after its arrival. It is discharged at a place remote from in- 
habited shores, and is traceable at the present time only for a distance 
of about a mile in the direction of the city on the incoming tide, and 
when the tide turns it is carried to sea and dispersed within a distance 
of a little over a mile. It is not possible to secure an equally com- 
plete and satisfactory disposal of this sewage in any other way, unless 
at a much greater expense, and no change in the method of disposing 
of this sewage seems necessary or desirable at the present time. 



ITHE BOSTON MAIN DRAINAGE SYSTEM AND THE METROPOLITAN 
DISTRICTS CONNECTED THEREWITH. 

The Boston main drainage works, into which the sewage of the 
Charles and Neponset Kiver valley Metropolitan sewerage districts 
is at present discharged, were designed to intercept the dry-weather 
flow of sewage from the sewers in the portion of the city south of 
Charles Kiver which formerly discharged their entire contents into 
the various waters about the city, and to pump it to the outlet at 
Moon Island. 
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The area considered in designing the main drainage works was 
the territory fronting on Boston harbor, bounded by Charles River, 
Mother Brook and the Neponset River, and included the portion 
of the city of Bosto n south of Charles Rive r, all of the town of 
Brookline and city of Newton, and portions of Waltham, Water- 
town, Dedham and Hyde Park. The total area of this territory is 
58 square miles. 

It was a part of the original plan to convey the sewage of the 
higher portions of this territory to the Moon Island outlet by means 
of a so-called high-level intercepting sew er, which should operate 
by gravity alone, without the need of pumping, and which should re- 
ceive the sewage of most of the portions of the territory described 
which are above grade 40, embracing an area of about 46 square 
miles, and leaving about 12 square miles tributary to the pumping 
station of the main drainage system. Very little of the territoiy 
which would naturally be served by a high-level sewer was so densely 
populated as to require sewerage at the time the main drainage 
works were built ; and, in order to avoid the necessity of construct- 
ing a high-level sewer in the near future, the low-level system was 
designed and constructed of liberal capacity to meet the require- 
ments of both the low-level and high-level areas for many years, 
and to serve ultimately an area of 15 square miles after the high- 
level sewer had been built. 

The sewers of the city were built upon the combined plan, and 
were intended to remove byth sewage and storm watftr. In the de- 
sign of the main drainage works provision was made for taking the 
dry-weather flow of the sewers and in addition a portion of the sur- 
face water from storms or melting snow, amounting to one-fourth 
of aD inch in depth upon the area in twenty-four hours ; but any 
surplus of flow at times of storms that could not be received into 
the intercepting sewers was to be allowed to discharge at the old 
outlets of the sewers. 

While in designing the works it was assumed that the storm water 
to be received into the main drainage system was to be a uniform 
amount from all parts of the area sewered, it appears that it was 
then the intention to favor certain low districts, where the cellars 
were liable to be flooded during heavy rains at a time of high tide, 
by receiving a greater proportion of the rainfall upon these dis- 
tricts into the main drainage system; and it appears that the 
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works as now operated receive the storm water from four separate 
areas in much larger quantity than was provided for in the genera 
design of the works. 

The main drainage works were completed in 1884. They consist 
of a main sewer, beginning at the junction of Huntington Avenue 
and Gainsborough Street in Boston, and extending in a generally 
easterly direction across the city to a pumping station at old Harbor 
Point, on the shore of Dorchester Bay. Here the sewage is raised 
about 35 feet and discharged into a tunnel 7.5 feet in diameter, 
through which it passes under Dorchester Bay to Squantum, and 
then flows through an outfall sewer to the reservoirs at Moon Island, 
from which it is discharged on the outgoing tide. A sewer begin- 
ning near the Charles River Bridge, at the extreme northerly end 
of the city, follows approximately the shore of the Charles Kiver and 
conveys the sewage of the westerly side of the city to the head of 
the main sewer at Huntington Avenue and Gainsborough Street ; 
and a corresponding sewer on the easterly side of the city inter- 
cepts the sewage along the harbor front and along Fort Point Chan- 
nel and South Bay, and discharges it into the main sewer at the 
place where it crosses Albany Street. The sewage of Koxbury, 
West Roxbury, South Boston, Dorchester and other localities is 
discharged into the main sewer at various points. 

In 1892 the main sewer of the Charles River valley Metropolitan 
district was completed and connected with the main sewer of the 
main drainage system at Huntington Avenue and Gainsborough 
Street; and since that time the sewage of Waltham, Watertown, 
Newton and Brookline and of the Brighton district and portions of 
the Back Bay district of Boston has been discharged into the main 
drainage system, the metropolitan district paying rent to the city 
•of Boston for the use of that system. 

The Charles River valley Metropolitan district includes the por- 
tions of Waltham and Watertown which are situated north of Charles 
River and which were not included in fixing the capacity of the main 
drainage system. 

In 1895 the Neponset River valley Metropolitan district was 
created, and the main sewer of this district was subsequently con- 
nected with the Dorchester intercepting sewer of the city of Boston, 
which discharges into the main sewer of the Boston main drainage 
system a short distance above the pumping station. The Neponset 
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valley Metropolitan district includes the town of Milton and por- 
tions of the towns of Hyde Park and Dedham south of the Nepon- 
set River and Mother Brook which were not included in determining 
the capacity of the main drainage works. In building the Neponset 
valley Metropolitan sewer it was assumed that the high-level sewer 
proposed in the original design of the main drainage system would 
eventually receive the flow of that sewer above a point in the neigh- 
borhood of the boundary line between Dorchester and Hyde Park, 
near the Neponset River ; and, while above this point the Neponset 
valley sewer is of suflScient size to serve the district for many years, 
its size below the place where the high-level sewer is expected to 
cross is only sufficient for a limited time, and provision for relieving 
it must soon be made. 

In 1898 the city of Boston made a contract with the city of 
Quincy by which the sewage of that city is discharged into the out- 
fall works of the Boston main drainage system at Squantum. 

The Capacity of the Boston Main Drainage Works when 

developed. 
The Dorchester Bay tunnel would be the most troublesome and 
expensive portion of the Boston main drainage works to duplicate, 
and the capacity of this tunnel may be regarded as the practical 
limit of the enlargement of the present main drainage works. The 
capacity of the tunnel was considered in 1889 by Mr. F. P. Stearns, 
chief engineer of the Board, who reports his conclusions as fol- 
lows : — 

The tunnel under Dorchester Bay has a brick lining, and its section is 
circular, 7.5 feet in diameter. Its flowing capacity depends upon the dif- 
ference in level of the surfaces of the sewage in the chambers at its ends. 
The height of the sewage in the chamber at the lower end varies with the 
height in the reservoir at Moon Island ; consequently, the flowing capacity 
of the tunnel will be least when the reservoir is full. 

When the reservoir is full and the deposit sewers at the upper end of 
the tunnel are also full, the sewage at the upper end of the tunnel will be 
5.38 feet higher than at the lower end, and under these conditions the tun- 
nel will carry 122,000,000 gallons per day. If, with the same conditions 
at the lower end, the sewage in the chamber at the upper end of the tunnel 
is allowed to rise higher, the carrying capacity of the tunnel will be in- 
creased. If allowed to rise to within one foot of the surface of the ground 
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around the chamber, the quantity carried will be 166^022Jlfl^gallons pei 
day. It will be feasible to raise the sewage in this chamber considerably 
above the top of the deposit sewers, but not to the extreme height above 
jnentioned. Taking into consideration these facts, and that the tunnel 
would convey larger volumes when the reservoir was not full, the conclu- 
sion has been reached that the maximum capacity of the tunnel is 154,- 
000,000 gallons per day, a volume which coincides with that for which the 
works were designed. 

The capacity of the works for pumping the sewage is being en 
larged at the present time, and can be made adequate to pump all 
of the sewage that the tunnel will carry without special difficulty. 

The outfall sewer from the lower end of the tunnel to the reser- 
voirs at Moon Island is of much greater capacity than the tunnel. 
At the end of last yesir the work of enlarging the sewage reservoirs 
at Moon Island was completed, and the capacity of the reservoirs 
now in use is 43,500,000 gallons. The discharge sewers were de- 
signed of sufficient capacity in the beginning to provide sufficiently 
for the discharge of the sewage from the reservoirs at the most favor- 
able portion of the tide, after the capacity of the reservoirs had been 
enlarged. With the present reservoir capacity it is practicable to 
receive sewage at the rate of 100,000,000 gallons per day and dis- 
charge it only during the second and third hours of the outgoing 
tide, or, if the discharge is continued for four hours and sewage is 
stored for only about eight hours, sewage can be received and dis- 
posed of at the rate of 122,000,000 gallons per day. It is possible 
to enlarge somewhat further the capacity of the reservoirs if found 
desirable. 

The area included in the Boston main drainage district and the 
two Metropolitan sewerage districts which discharge sewage into 
the main drainage system, together with the area of the city of 
Quincy, is about 121 square miles. The total population of this 
territory at the present time is about 603,000. A portion of this 
territory in the outlying towns and cities is not densely populated 
and not yet provided with sewers, and in a very few of the more 
densely populated areas, such as in the town of Dedham, sewers 
have not yet been provided. It was estimated by the Metropolitan 
Sewerage Commissioners, in 1897, that a population of about 514,- 
270 was connected with the main drainage works and the tributary 
Metropolitan sewers at that time. 
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In the areas forming a part of the main drainage system, aside 
from the Metropolitan districts, the sewers are practically all con- 
structed upon the combined plan, and receive both sewage and storm 
water. The sewers of the town of Brookline and of the BrightonI 
and Back Bay districts of Boston, which form a part of the Charles 
River valley MetropoHtan district, are also provided very largely 
with sewers constructed on the combined plan ; but the sewers in 
Newton, Waltham and Watertown, in the Charles River valley, and 
the sewers connected with the Neponset valley sewer, are constructed ( 
to receive sewage only, excepting one or two very small districts in 
Dorchester, and storm water is excluded from the sewers. In some 
cases also, notably in Newton, drains are provided to lower the 
ground water and reduce the leakage into sewers connected with 
the Metropolitan system. 

The areas of the various districts which dispose of their sewage 
into the Boston main drainage system and the areas served by 
combined systems of sewers in these districts are as follows : — 

Square 

Miles. 

Area tributary to the Charles River valley Metropolitan sewer, . . 42.0 

Area tributary to the Neponset valley Metropolitan sewer, . . . 44.0 

Area tributary to sewers of the city of Quincy, . . . , . . 12.0 

Area tributary directly to Boston main drainage works, exclusive of above, 23 . 

Total area connected with main drainage works, .... 121.0 

Area served by combined systems tributary to the Charles River valley 

sewer, 6.9 

Area served by combined systems tributary to the Neponset River valley 

sewer, " .7 

Area served by combined systems tributary to the Boston main drainage 
system, exclusive of above, 23.0 

Total area served by combined systems comiected with the main 
drainage works, 30.6 

The quantity of sewage discharged from the Boston main drainage 
system in recent years is shown approximately byihe records of the 
operation of the pumps at the pumping station. These records do 
not show accurately the quantity of sewage pumped, on account of 
the slip of the pumps, but an estimate of the loss caused in this 
way has been made from observations of the flow, and the records, 
with those corrections, are probably fairly reliable. From these 
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records a table has been prepared of the quantity of sewage pumped 
on days when the quantity was not increased by rain or melted 
snoWy to show the probable dry- weather flow of sewage from the 
works at present. 

The results show that the maximum flow of sewage on days 
when the flow is not increased by rain or melting snow, that is, 
the maximum dry-weather flow, from the main drainage system 
is about 90,000,000 gallons per day. The capacity of the works 
as at present developed is about 122,000,000 gallons per day, 
so that the quantity of rainfall that can be received into the se\^ers 
at times of maximum flow of sewage amounts to about 32,000,000 
gallons per day. This is equivalent to a rainfall of about .06 
of an inch in twenty-four hours over the 30.6 square mUes of 
combined sewers connected with the works at present. The 
average dry-weather flow of sewage from the Boston main drain- 
age works, however, is in the vicinity of 75,000,000 gallons, leav- 
ing a capacity of 47,000,000 gallons for rainfall at the present 
time. This would amount to .09 of an inch in twenty-four hours 
over the 30.6 square miles of combined sewers tributary to the 
Boston main drainage system. If the works should be made capable 
of disposing of 154,000,000 gallons per twenty-four hours, there 
would remain a capacity of 79,000,000 gallons, which would repre- 
sent the quantity of storm water in addition to the dry-weather flow 
of sewage that could be received and disposed of during each day 
at the present time. This quantity would be equivalent to a rain 
fall of .15 of an inch per day, or .006 of an inch per hour over the 
30.6 square miles of combined sewers connected with the main 
drainage system. 

At the present time, as already indicated, there are four districts 
from which all of the rain water that can pass into the main sewers 
through the connections provided for these districts is admitted to 
those sewers. Three of the districts are on the easterly side of the 
city, and join the main sewer at Beach Street, Dover Street and 
Dedham Street, respectively. The fourth is known as the Church 
Street district, and connects with the west side intercepting sewer 
in Beacon Street near the Public Garden. There is a regulator on 
the east side sewer above Beach Street, by which the flow of sewage 
through the east side intercepting sewer is shut off when the sewage 
rises above a certain height in that sewer, and the sewage from 
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tributary sewers above this point discharges with the storm water 
at the overflow outlets. Similarly, on the west side intercepting 
sewer there is an automatic shut-oflf at Charles and Cambridge streets, 
which shuts off the flow of sewage at this point at times of storm 
when the main sewer fills above a certain height, and the sewage and 
stoma water from tributary systems above this point discharge into 
Charles River. All other connections with the main drainage system, 
excepting the four mentioned, are provided with automatic regulators 
which shut off the flow from tributary sewers into the main intercept- 
ing sewers at times of storm when the sewage in the intercepting 
sewers rises above a certain height ; and under these conditions the 
full capacity of the works is devoted to removing the sewage and 
storm water from the four areas referred to, with such other sewage 
and storm water as may leak into the main sewers through regulators 
and otherwise. 

The quantity of mingled sewage and rain water that can flow 
through these unregulated connections with the east side and west 
side sewers is probably not suflicient to fill those sewers unless in 
exceptionally heavy rains. 

It will be seen, then, that when rain or melting snow begins to 
increase the flow in the common sewers, all of the water mingled 
with the sewage enters the main drainage sj'^stem until the main 
drainage sewers are filled to the height at which the regulators are 
set to close ; then, if the flow of rain water into the tributary sewers 
continues, the regulators close automatically, and very nearly all of 
the mingled sewage and storm water from all tributary districts, 
excepting the four districts already referred to, discharges into the 
waters about the city through overflow outlets, and the pumping 
system is then devoted to removing the mingled sewage and storm 
water from the four districts connected with the main sewer system 
without regulators, together probably with a very little of the 
mingled sewage and storm water from other districts, until the 
flow of rain water subsides. 

The quantity of rain water that can be received from tributary 
districts provided with combined sewers is already less than was 
intended to be received when the works were constructed ; and, as 
the quantity of the ordinary flow of sewage in the main drainage 
and tributary systems increases with the growth of population in 
the districts which these systems now serve, the capacity of the 
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main drainage system for removing storm water, except from the 
four districts referred to, will decrease, and unless some relief is 
provided, overflows will occur with smaller rains and thaws and 
increase in frequency and duration, thus tending to defeat the object 
for which the works were built, viz., to prevent the pollution of the 
waters about the city. 

Necessity for relieving the Boston Main Drainage System. 

Estimated Future Population of the Main Drainage District and 
Metropolitan Districts connected therewith ^ and Probable Quan- 
tity of Sewage that will flow from these Districts. 
The probable growth of the population in the Boston main 
drainage district and the tributary Metropolitan areas has been 
estimated from the indications furnished by the past growth of the 
various municipalities in these districts. The total habitable area 
of each of the cities and towns of the districts and of the principal 
divisions of the city of Boston has been ascertained, and this area 
has been taken into consideration in estimating the fixture popula- 
tion of these districts. 

The population of each of the cities and towns included in these 
districts for the last fifty years, together with the estimated future 
population of each up to 1940, may be found in a table on pages 
90 and 91. The estimated total future population. in these districts 
is given in the following table : — 

Estimated Future Population of the Main Drainage District and the Metropolitan 
Districts connected therewith. 



Year. 



1900, 
1005, 
1910, 
1915, 
1920, 



Estimated 
Population. 



602,500 
695,000 
795,300 
902,200 
1,015,800 



Ykab. 

1925, 
1930, 
1935, 
1940, 



Estimated 
Population. 



1,137,400 
1,267,000 
1,400,200 
1,539,000 



The quantity of sewage which may require disposal from the pop- 
ulation of the main drainage district and tributary Metropolitan 
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areas, as given in the foregoing table, is likely to depend, so far as 
can be foreseen at present, upon (1) the quantity of water from the 
public water supply that will be discharged into the sewers ; (2) the 
Tvater entering the sewers from private water supplies ; (3) the leak- 
age of ground and storm water into the sewers ; and (4) the storm 
water discharged into the main sewers from the sewers which are 
built to receive both sewage and storm water. 

i. The Quantity of Water entering the Sewers from Public Water 

Supplies. 

The quantity of water used in the municipalities comprised in the 
districts now under consideration has increased during past years at 
a much greater rate than the population. After the measures which 
were taken for the restriction of waste in Boston in 1883, the con- 
sumption of water per capita was considerably reduced, and in the 
municipalities which now compose the Metropolitan water district 
amounted to 65 gallons per capita in the years 1884 and 1885, and 
to 66 gallons in the year 1886. In 1899 the consumption had in- 
creased to 98 gallons per capita, an increase of 2| gallons per capita 
per year during the thirteen years. At this rate of increase the 
consumption per capita in the Metropolitan district in 1940 would 
be about 200 gallons. 

An examination of the records of the quantity of water used from 
the public water supply in the larger American cities shows that it 
is increasing rapidly in all large cities, even in cases where a large 
proportion of the water is supplied through meters, and at the pres- 
ent rate of increase the use of water will exceed 200 gallons per 
capita in most of the larger cities of the United States before 
1940. 

In the district under consideration, judging from past records and 
present tendencies, the indications are that the increase in consump- 
tion of water will continue indefinitely, and that it will reach 200 
gallons within the next forty years. While it is possible that restric- 
tive measures may be taken which will reduce in a considerable de- 
gree this rate of increase in the consumption of water, such as strict 
inspection or a more general use of meters, the tendency seems to 
be to use more fixtures in houses and to use fixtures which require a 
larger amount of water in their operation ; and it is unsafe to assume 
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that restrictive measures will be applied, or, if so, that they Tvill b^ 
successful in materially reducing the consumption of water. It ia 
probable, also, that the amount of water used from the public Tv-ater, 
supply for manufacturing purposes will increase as the difficulty of 
getting independent water supplies of suitable quality for these 
purposes becomes greater. 

The proportion of the public water supply which will reach, the 
sewers cannot be determined with accuracy. Practically all of the 
water used within the houses will reach the sewers when the houses 
are connected with the sewers and other means of sewage disposal 
abandoned; but the water used for street sprinkling, for lawns, for 
extinguishing fires and much of the water which leaks from the \^ater 
pipes will not reach the sewers. In the densely populated portions 
of the city, where there are few lawns, a greater proportion of 
the water supply will probably reach the sewers than in the sub- 
urban districts, and in the whole district there will be a tendency 
for a greater proportion of the water supply to reach the sewers 
each year as the population throughout the district becomes more 
dense. 

2. The Quantity of Water entering the Sewers from Private Water 

Supplies. 
The quantity of water used from private sources in the district 
under consideration is another item which will increase the flow in 
the sewers, and which cannot be determined definitely. This water 
comes, to a very small extent, from private supplies of water which 
are used for domestic purposes, but principally from factories where 
large quantities of water obtained from independent sources are 
used in the manufacturing processes and discharged into the sewers. 
At the present time a large quantity of water is probably used in this 
way in the metropolitan areas. In the report of the chief engineer 
of the Metropolitan Sewerage Commission in 1895, on a proposed 
sewer for the Neponset valley, the amount of water used for manu- 
facturing purposes in Hyde Park, Mattapan and East Dedham was 
estimated to be about 20,000,000 gallons per day, of which, how- 
ever, only 100,000 gallons were polluted sufficiently to require re- 
moval by the sewers at that time. Practically all of this water was 
obtained from private sources. With an increase in the density of 
population in the district it is likely that fewer private supplies will 
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be used, as it will become more diflScult to obtain water of suitable 
quality. 

The quantity of water from private water supplies which reaches 
the sewers and the quantity of water from the public water supphes 
which does not reach the sewers are both very uncertain, and it may 
be assumed that the two quantities will equal and offset each other. 

3, Leakage into the /Sewers. 
Nearly all sewers which are laid below the level of the water in 
the ground receive a considerable quantity of ground water through 
defective joints or cracks in the sewers, and the water which enters 
the sewers in this way has been found to form a large proportion of 
their flow. Numerous observations of the leakage into the sewers 
of various systems in the State have been made in recent years, and 
the results show that it varies considerably in quantity in different 
seasons of the year, being greatest in the spring, when the ground 
water is highest. 

Records of the flow in sewers recently constructed, aggregating 
about 137 miles in length and ranging in size from 8 inches to 36 
inches show that the average leakage into these sewers before any 
connections were made with them amounted to 40,000 gallons per 
mile of sewer. Some of these measurements were made in the 
spring, at the time when the leakage is greatest, but others were 
made in the drier portion of the year. When connections are made 
with these sewers it is likely that the leakage will be greater, on 
account of the larger number of joints. 

Records of flow of sewage at all times of the day and night in 
about 700 miles of sewers of various sizes in cities and towns of 
Massachusetts indicate that the leakage in a large system would 
probably amount frequently to nearly 70,000 gallons per day per 
mile of sewer, and at times when the leakage is extraordinary to as 
much as 80,000 gallons per mile. The extensions to the various 
sewerage systems which will be made in the future in Metropolitan 
areas may receive a somewhat less quantity of water by leakage, 
since a larger proportion of the sewers built in extending the systems 
in the future will probably be constructed with pipes of small diam- 
eter, and laid in higher lands where the amount of ground water 
encountered may be less ; but the increase in the number of connec- 
tions will probably cause an increase of leakage into the sewers 
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already built, and, on the whole, it seems desirable that provision 
should be made for a leakage of as much as 80,000 gallons per day 
per mile of sewer in the districts under consideration. 

Estimates based on the recorded flow of sewage from the Boston 
main drainage and the North Metropolitan sewerage systems tend to 
confirm the other investigations as to the amount of leakage into 
the sewers, and there seems no reason to expect that the leakage 
per mile of sewer will differ materially, for many years in the future, 
from the amount which it has been found to be at the present time. 

In order to learn the relation between the leakage into the sewers 
and the population connected with the sewers it has been necessary 
to estimate the probable future population per mile of sewers in the 
Metropolitan areas. The population per mile of sewer in diflferent 
cities and towns in the Metropolitan district varies greatly ; but in 
those communities where the land is now nearly all occupied and 
where portions of the area are densely populated it is found that the 
average population per mile of sewer is about 800. So far as can 
be judged at present, this ratio appears to be a reasonable one to 
use, and upon this assumption the leakage into the sewers would be 
100 gallons per inhabitant. 

The quantity of water which may find its way through man-holes 
at times of storm or melting snow has been found to be very con- 
siderable in the case of many sewer systems, and, in order to reduce 
the quantity, tight man-hole covers have been used in some places 
instead of the usual perforated covers. It seems probable that the 
leakage of considerable quantities of surface water into the separate 
systems of sewers can be largely prevented in the future, and it does 
not seem necessary to make further provision for an increase in the 
flow of sewage from this cause alone. 

4. Quantity of Storm Water entering the Sewers. 
In the districts under consideration 90.4 square miles are pro- 
vided with sewerage upon the separate plan, storm water being 
excluded from the sewers, while the remaining 30.6 square miles 
are sewered upon the combined plan and the sewers receive both 
sewage and storm water. The Boston main drainage system, as 
already indicated, was designed to remove a quantity of storm water 
equivalent to about one-quarter of an inch of rainfall in twenty-four 
hours upon the area tributary to the sewers. On this basis the 
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quantity of storm wateT to be disposed of from the 30.6 square miles 
provided with combined sewers would amount to 133,000,000 gal- 
lons per day in the systems now tributary to the Boston main drain- 
age works. The disposal of the storm water will be considered 

subsequently. 

Summary. 

It has been estimated that the use of water from public water sup- 
ply systems is likely to amount to 200 gallons per inhabitant per day 
in the areas now tributary to the main drainage works within the 
next forty years, and that, while a considerable proportion of this 
Av^ater would not reach the sewers, it is assumed that the difference 
Trill be made up by the quantity of water discharged into the sewers 
from private water supplies. It has been estimated, also, that the 
leakage into the sewers will amount to about 100 gallons per inhab- 
itant per day, and these items taken together would make the total 
flow of sewage equivalent to about 300 gallons per person per day. 
The use of water, however, varies in different seasons of the year 
and in different days of the week as well as in different hours of the 
day, and, if the average use of water should reach 200 gallons per 
day, the maximum use would be considerably in excess of this 
quantity. The maximum use of water has been found to occur 
either in very hot and dry weather in the summer, when much water 
is used for sprinkling and similar purposes, or in very cold weather 
in winter, when faucets are allowed to remain open to keep the water 
pipes from freezing. In the summer season a comparatively small 
proportion of the increased use of water is likely to reach the 
sewers, and the maximum flow of sewage resulting from the water 
supply is likely to occur in very cold weather in the winter season. 
The maximum leakage, as already indicated, is likely to be highest 
in the spring months, and the quantity of water used from the public 
water supply in the months when the leakage is highest is generally 
somewhat less than 90 per cent, of the average quantity of water 
used from public sources. In a large system like the main drainage 
works and its tributaries it is not essential to make material allow- 
ances for variations in daily flow, and it is evident that the maximum 
discharge of water into the sewers will not probably occur at the time 
of the maximum flow of leakage, and it seems probable that the high- 
est flow in the sewers may be expected rather at the time of the max- 
imum leakage than at the time of maximum flow of water, though the 
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two may not be greatly different. Considering the circumstances, 
it seems reasonable to assume that the flow of water from public and 
private water supplies into the sewers, and the flow of leakage to- 
gether will amount to about 280 gallons per inhabitant. The sew- 
age from the districts under consideration amounts at the present 
time to about 180 gallons per capita per day, and, assuming that the 
rate of increase in the quantity of sewage -per capita will be uniform, 
the quantity of sewage, exclusive of storm water, that would be 
discharged into the Boston main drainage system and tributary Met- 
ropolitan sewers up to 1940 would be about as shown in the follow- 
ing table : — 



Yeas. 



Estimated 
Population. 



Quantity 
of Sewage per 

Capito 
(Gals, per Day). 



Total Quantity 

of Sewage 
(Qals. per Day). 



1900, 
1905, 
1910, 
1915, 
1920, 
1925, 
1930, 
1935, 
1940, 



602,500 

695,000 

795,300 

902,200 

1,015,800 

1,137,400 

1,267,000 

1,400,200 

1,539,000 



180.0 
192.5 
205.0 
217.6 
230.0 
242.6 
255.0 
267.6 
280.0 



108,460,000 
133,787,500 
163,036,500 
196,228,500 
233,634,000 
276,819,500 
323,085,000 
374,553,500 
430,920,000 



It will be seen from the table that the quantity of sewage that 
may be expected to discharge from the districts under consideration 
will soon be far in excess of the present capacity of the Boston main 
di-ainage works, taking into consideration that a large quantity of 
storm water will increase the flow of sewage, and that the time has 
arrived when some relief for those works is necessary unless their 
capacity can be materially enlarged. Moreover, when the Neponset 
valley main sewer was constructed provision was made for diverting 
the sewage from this sewer at some point in the neighborhood of the 
boundary line between Dorchester and Hyde Park into some other 
outlet, and, on account of the small size of the Neponset valley sewer 
below the point at which it was expected that the sewage would be 
diverted and of the Dorchester intercepting sewer which is its out- 
let, some provision will soon have to be made for relieving the 
Neponset valley sewer. 

It has already been shown that the probable limit of the capacity 
of the main drainage works with moderate additions is about 
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154,000,000 gallons per day, this being the capacity of the tunnel 
wlien the reservoirs are full or nearly so, and when the level of the 
seTvage in the deposit sewers at its upper end is kept at the greatest 
practicable height. The main sewer leading to the pumping station 
lias a capacity of about 226,000,000 gallons per day below the last 
connection, and the outfall sewer from the further end of the tunnel 
to Moon Island a capacity of 320,000,000 gallons per day ; and, if 
the carrying capacity of the tunnel could be increased, the quantity 
of sewage that the works would convey to Moon Island would be 
materially enlarged. 

The object of the deposit sewers is to provide for the interception 
of sand and gravel and other heavy matters, brought down in the 
sewage, and to prevent them from entering the tunnel and works 
beyond, where they might cause trouble by forming deposits. More- 
over, the current into which the sewage is discharged at the outlet 
is less rapid than the flow in the main sewer, and unless these 
matters are removed, deposits might collect near the sewer outlet. 
By abandoning the present deposit sewers and making provision at 
Moon Island for removing the matters which the present deposit 
sewers are designed to intercept, and by connecting the force main 
from the pumps directly with the tunnel, the head upon the latter 
could be raised and the quantity of sewage that it would carry in- 
creased. But the tunnel was not designed to withstand a materially 
greater pressure than will be put upon it under the present plan, 
and to strengthen it suiBciently and to provide works to replace the 
present deposit sewers, even if practicable, would require a large 
outlay. It would also be necessary to provide relief for the Nepon- 
set valley sewer by building a large sewer to connect with the main 
drainage works. The capacity of the works would again be reached 
before many years, and a further outlay become necessary. In view 
of these objections and of other considerations which will be referred 
to in connection with an outlet for the sewage, it does not seem de- 
sirable to attempt to provide for the relief of the Boston main drain- 
age system and the Charles and Neponset River valleys in this way. 

Proposed Method of Relief of Main Drainage Works. 

The relief proposed in the original design of the main drainage 
works was a high-level sewer, which should remove a portion of the 
sewage from the higher parts of the district to the outlet by gravity. 
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The building of this high-level sewer was further anticipated in the 
construction of the main drainage works by providing a place at 
which this sewer might connect with the outfall works at Squantum. 

An act of the Legislature of 1899, passed subsequently to the 
resolve directing this investigation, provides for the construction of 
a high-level sewer in substantial accordance with plans presented to 
the Legislature in a special report of the Metropolitan Sewerage 
Commission Feb. 11, 1899, which provides for a high-level sewer 
to convey sewage to a proposed outlet near Peddock's Island, but 
directs that no part of the proposed sewer south of the Neponset 
River shall be constructed until the question of an outlet has been 
considered by the State Board of Health. This act also provides 
for the creation of a South Metropolitan district, which shall embrace 
the present Metropohtan districts connected with the Boston main 
drainage system and other areas which would be served by the 
proposed high-level sewer. The portion of the high-level sewer 
north of the Neponset River, provision for the construction of which 
is made by that act, is now being built and several sections will 
soon be completed. 

This sewer, as now planned, will begin a short distance north of 
Tremont Street in Roxbury, not far from the boundary line between 
Roxbury and Brookline, and, passing in a tunnel through Parker Hill, 
will run in a generally southerly direction to the valley of Stony 
Brook near Forest Hills. It will then follow in general the valley 
of the brook to the neighborhood of the boundary line between West 
Roxbury and Hyde Park, where it turns to the south-east and passes 
by tunnel through the divide between the Stony Brook and Neponset 
River water-sheds to the valley of the Neponset River, near the 
boundary line between Dorchester and Hyde Park. 

Into this sewer at its upper end it is proposed to discharge all of 
the sewage flowing from the Charles River valley Metropolitan 
sewer by diverting this sewer from the point at which it joins the 
Boston main drainage sewer at Huntington Avenue and Gains- 
borough Street to a pumping station to be located in the neighbor- 
hood of Ward Street, and pumping it to the proposed high-level 
sewer. In its course through West Roxbury and Hyde Park the 
high-level sewer is designed to receive the sewage of districts in 
Roxbury, Dorchester, West Roxbury and Hyde Park that can enter 
this sewer by gravity. At the Neponset River the flow of the 
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present Neponset valley Metropolitan sewer will be intercepted near 
the boundary line between Hyde Park and Dorchester, and at some 
future time the sewage of the portion of the Neponset valley sewer 
below the place where the high-level sewer crosses will be pumped 
into that sewer. 

Provision is also made for a future extension of the high-level 
sewer from its upper end, across Brookline and Brighton and into 
Newton, to relieve the Charles River valley sewer when it may be- 
come necessary to do so. 

From the limit of present authorized construction of the high- 
level sewer at the Neponset River, the report of the Metropolitan 
Sewerage Conmiission shows that it is practicable to convey the 
sewage by gravity either to the present sewer outlet at Moon Island 
or to an outlet in the vicinity of Nut Island or Peddock's Island. 
By either plan the sewage of the city of Quincy would be included. 
The total area which would be tributary to the proposed high- 
level sewer by this plan would be 109 square miles, including the 
area of the city of Quincy. The sewer will provide satisfactory 
relief for the portions of the Charles and Neponset River valleys 
comprised in the Metropolitan sewerage and the Boston main drain- 
age districts, now connected with the Boston main drainage works, 
which require some means of relief before the main drainage works 
become seriously overtaxed. It is necessary to consider next what 
other portions of the Charles and Neponset River valleys may re- 
quire relief in connection with the works now proposed. 

DISPOSAL OF SEWAGE OF THE CHARLES RIVER VALLEY. 

The Charles River rises near Milford and flows in a very circuitous 
course in a generally north-easterly direction to Boston harbor, drain- 
ing a total area of 307.5 square miles. The river is a tidal stream as 
far up as Watertown, 10 miles above its mouth. Between Water- 
town and Newton Upper Falls the river falls 85 feet in about 10 
miles. From Newton Upper Falls nearly to the town of Millis, a 
distance of 32 miles, the stream has a total fall of only 28 feet, nearly 
all of which is at two dams, one at Charles River Village and the 
other at South Natick. 

The lower portion of the valley up to and including Waltham and 
Newton is densely populated on both sides of the stream, and all 
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of this territory is included in the existing Metropolitan sewerage 
systems. 

Above Waltham and Newton and between these places and South 
Natick there are considerable populations at many places along the 
main river and its tributaries, and the population in portions of this 
region seems likely to grow rapidly, on account of nearness to the 
city of Boston. The portions of this territory on the easterly and 
north-easterly side of the river from Newton Upper Falls to the further 
limits of Dedham are included in the former Neponset valley district 
of the Metropolitan sewerage system, and sewers have already been 
provided in the West Roxbury district of the city of Boston, but 
none have yet been constructed in the portions of Newton and Brook- 
line which the Neponset valley sewer was designed to serve, nor 
in the town of Dedham. On the westerly and north-westerly side 
of the river, in the valley of Stony Brook, the first principal tributary 
above Waltham, are located the thickly settled portions of Liincoln 
and nearly all of Weston. Portions of Weston, Wellesley and 
Needham are located within the valleys of small tributaries which 
enter the main river between the outlet of Stony Brook and Dedham. 
Between Dedham and South Natick the principal portions of the 
towns of Needham, Wellesley, Westwood and Dover are included 
within the water-shed of the river, and the natural drainage of the 
most thickly populated portions of these towns is towards small 
tributaries which enter the river in this region. 

The village of South Natick, in the town of Naticic, is located close 
to the river just above Wellesley. Above South Natick the river 
drains an area of 154.7 square miles, which contains the greater por- 
tions of the towns of Milford, Franklin, Holliston, Sherborn, Med- 
way, Millis, Medfield and Norfolk, and large portions of Bellingham 
and Dover. The aggregate population of these towns irP 1895 was 
about 27,000, and two of them, Milford and Franklin, near the ex- 
treme upper end of the water-shed, contain together somewhat more 
than half of the entire population of the drainage area above South 
Natick. Several of the towns are provided with public water sup- 
plies, but no general system of sewerage has been provided in any 
of them except Medfield, and the sewage in this case is purified 
upon land within the town. It is not practicable or necessary to 
provide a general system of sewerage for this district in connection 
with the present Metropolitan districts, nor is it likely that within 
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the next forty years there will be any need of a general system of 
sewerage in the valley of the Charles River above South Natick. 

The populations of the towns which are located in the territory 
betw^een the limits of the areas provided for by existing Metropolitan 
sewerage systems in the lower part of the valley and the sparsely 
settled territory above South Natick since 1870 have been as fol- 
lows : — 





Ykab. 


TOWK. 
















1870. 


1875. 


1880. 


1885. 


1800. 


1805. 


Lincoln, .... 


791 


834 


907 


901 


987 


1,111 


Weston, .... 


1,261 


1,282 


1,448 


1,427 


1,664 


1,710 


Wellesley, 


- 


- 


- 


3,013* 


3,600 


4,229 


Needham, 


3,607 


4,648 


5,252 


2,586 


3,035 


3,511 


Westwood, 


- 


- 


- 


- 


_ 


-t 


Dover, .... 


645 


650 


653 


664 


727 


668 



* Wellesley set off from Needham in 1881. 

t Westwood set off from Dedham in 1897, with a population of 1,023. 



The character of the various towns is for the most part very simi- 
lar. There are no systems of sewers in any of the towns, and two 
of them, Dover and Westwood, have no system of public water sup- 
ply. Lincoln, Weston, Westwood and Dover are largely residential 
communities, containing very few manufacturing establishments. 
The land is generally held in large estates, and the villages are small 
and not closely built. The future growth of these towns seems 
likely for the most part to be slow and the population widely dis- 
tributed. Needham and Wellesley contain more closely built up 
areas than the other towns, and there are a few manufacturing estab- 
lishments, principally in Needham. These towns seem likely to 
have a steady growth in population in the future, on account of their 
attractiveness as places of residence, and sewers are likely soon 
to be required. It is not likely that under natural conditions 
sewers would be required for many years in the other towns, ex- 
cepting possibly in small areas near the Charles River in Weston ; 
but the thickly settled portions of Weston and Lincoln are situated 
in the valley of Stony Brook, which is used as a source of water 
supply by the city of Cambridge, and it is possible that systems of 
sewerage may be required for small portions of these towns before 
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many years, in order to protect the purity of the Cambridge wate 
supply. 

The village of South Natick, as already indicated, is situated close 
to the river, near the boundary of the town of Wellesley. It is a 
manufacturing village supplied with water from the Natick water 
works, but it is situated at so low a level that its sewage could not 
be disposed of in connection with the Natick system without pump- 
ing it to a considerable elevation, and it has been omitted from the 
Natick system. The village is quite densely built up, and, v^^hile 
it does not appear to be growing rapidly at the present time, a 
system of sewers may soon be found desirable. 

An estimate of the probable future population of the towns within 
the territory described is given in the following table : — 







Ybab. 


TOWH. 














1900. 


1010. 


1000. 


1080. 


1940. 


Lincoln, 


1,150 


1,400 


1,830 


2,620 


3,840 


Weston, 




1,880 


2,300 


3,030 


4,280 


6,OoO 


Wellesley, . 




4,890 


6,600 


8,890 


12,280 


17,010 


Needham, . 




4,260 


6,030 


8,660 


11,910 


16,010 


Westwood, . 




1,140 


1,400 


1,840 


2,600 


3,680 


Dover,. 




680 


716 


840 


1,120 


1,610 


South Natick (village), . 


1,300 


1,600 


1,900 


2,200 


2,500 



An examination of all of these towns, and of contiguous territory 
included in the valley of Charles River between the areas at present 
provided for by Metropolitan systems and the rural areas above 
South Natick, has been made, to determine whether provision should 
be made for the sewerage of these towns in connection with the 
Metropolitan system, or whether the sewage should be disposed of 
in some other way. Estimates of the probable cost of disposing of 
the sewage by various available plans have been made, based upon 
the cost of similar works in other places, but these estimates do not 
include the cost of local sewers, which would be common to any 
plan that might be considered. 

By examining a map of the Charles Eiver valley it will be seen 
that on the westerly side of the river the first principal tributary 
above Waltham and the territory included in existing Metropolitan 
sewerage systems is Stony Brook, which drains the thickly settled 
portions of Weston andf Lincoln, together with small and very 
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sparsely inhabited portions of Lexington and Waltham, and possibly 
a few acres in Wayland. From the river to the outer limits of this 
valley the distance is about 7 miles. Passing up the valley of the 
river on the westerly side from the edge of the water-shed of Stony 
Brook to Dedham, through the towns of Weston, Wellesley and 
Needham, it is found that the tributaries of the river from the west 
and south-west within this distance are nearly all small streams, 
vv^hose water-sheds extend back in most cases, only from one to 
two miles from the river to a range of hills, while beyond these hills 
the land drains toward the west and south-west in streams which 
join the river many miles above Waltham. The thickly settled por- 
tions of Wellesley and Needham are nearly all within the valleys of 
the latter streams ; but the territory in these towns which drains 
toward the river between Waltham and Dedham contains a con- 
siderable population. 

In studying the future sewerage of the portions of the Charles 
River valley not provided for in existing systems, the valley of 
Stony Brook and the water-sheds along the westerly side of the 
river between Stony Brook and Dedham appear to be the first to 
require consideration. Any prediction that can be made of the 
probable future population of these areas, or as to their probable re- 
quirements in the matter of sewerage, may be greatly at variance 
with the actual conditions. In many portions of these areas the 
estates are large and it seems likely to be a long time before the 
population will become so dense as to require sewerage, and con- 
siderable areas in Needham are controlled by the city of Newton 
and the town of Brookline to protect their water supplies. Other 
portions of these areas are quite close to regions which are already 
thickly populated and are crossed by railroads, and with the con- 
tinued growth of the Metropolitan district these areas seem likely to 
become much more thickly inhabited than at present. The probable 
need of sewerage in the valley of Stony Brook and in the small 
drainage areas on the westerly side of the river between Stony 
Brook and Dedham has been considered, and the various ways in 
which sewerage can be provided when necessary have been examined. 
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Lincoln, 

The present population of this town is estimated to be 1,150. The 
population is widely scattered throughout the town, the principal col- 
lection of houses at the present time being in the village of Lincoln 
near the centre of the town, about 1% miles from the Fitchburg 
Railroad, where there is a very small village which does not seem 
destined to grow to any considerable size. It is possible that a 
village may grow up near the railroad, but from present indications 
it will be many years before any portion of this town will require 
sewers, unless it shall be found desirable at some fixture time to 
construct sewers to protect the purity of the Cambridge water 
supply. 

Approximately two-thirds of the area of the town is included 
within the Charles River water-shed, the remaining portion drain- 
ing toward the Sudbury River. The main village is within the 
water-shed of Stony Brook, while a considerable section in the 
north-westerly corner of the town is within the valley of Hobbs 
Brook, and a very small area in the southerly part of the town is in 
the valley of Cherry Brook, both of which are tributaries of Stony 
Brook. It would be feasible to collect the sewage of the central 
portion of the town, including the present village, and convey it by 
gravity to a filtration area near the south-westerly boundary of the 
town and outside of the Charles River watershed ; but if a con- 
siderable population should grow up in the vicinity of the railroad, 
especially about the South Lincoln station, the sewage could not 
probably be delivered into this system without pumping. If a vil- 
lage should grow up in the future at South Lincoln, and it should 
be found desirable to provide sewerage for the main portion of the 
valley of Stony Brook within the town, the sewage could probably 
be best collected at a pumping station in the valley of the brook 
near the boundary between Lincoln and Weston, and pumped to 
the filtration area already suggested. 

There is no doubt that the sewage of all the portions of Lincoln 
in the Charles River valley that are at all likely to become densely 
populated can be satisfactorily purified by the plan above outlined ; 
but the possibility of disposing of the sewage in connection with the 
town of Weston and the Metropolitan sewerage system will be con- 
sidered with Weston. 
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Weston^ 

The present population of this town is estimated to be 1,880. 

The population is located mainly in the village of Weston, near 

the middle of the town, and in one or two very small villages in the 

north-westerly part of the town along the Fitchburg Railroad. The 

northerly part of the town is drained by Stony Brook and by Cherry 

Brook, a tributary of Stony Brook, and, excepting the very small 

villages referred to, this territory is very sparsely populated at the 

present time. The Fitchburg Railroad follows the main stream of 

Stony Brook quite closely, and the population in this region is quite 

- close to the brook. 

The central village of Weston is in the valley of a tributary of 
Stony Brook, which enters that stream near the head of the Stony 
Brook reservoir of the Cambridge water works. The south-easterly 
corner of the town is nearly all included in the valley of a small 
brook which flows into the Charles River nearly opposite Riverside. 
This district, while at the present time very sparsely populated, is 
building up somewhat rapidly ; but the estates are large, and it is 
not likely that sewerage will be required for many years. The 
south-westerly portion of the town is in the valley of Waban Brook^ 
and is nearly unpopulated and so situated that it is not likely to 
contain any considerable population. 

The present thickly settled portions of the town would probably 
not require sewerage for a long time in the future, were it not that 
the necessity for protecting the purity of the Cambridge water 
supply may make it necessary to provide some means of sewage 
disposal for small areas. The portions of the town for which such 
a system seems likely to be required are the districts in the valley 
of Stony Brook and Hobbs Brook, which joins Stony Brook in the 
northerly part of the town, and the district in which the main vil- 
lage of Weston is located. Sewage from these places might be 
collected near the Charles River, between Stony Brook and the 
village of Riverside. 

An examination of the territory in Weston shows that the land 
all along the Charles River, between Stony Brook and Riverside, is 
of excellent quality for the purification of sewage by filtration ; but 
this territory may become thickly populated, and the location of a 
sewage-disposal system in this region might be suflSciently objec- 
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tionable to warrant going to a greater distance and incurring a 
greater expense in disposing of the sewage. An examination of the 
territory available indicates that by pumping the sewage a distance 
of about three miles it can be discharged upon an area of land 
remote from any habitation at the present time, and well suited to 
the purification of sewage by filtration. 

Estimates have been made of the probable cost of collecting and 
pumping the sewage of Weston to the filtration area referred to, and 
estimates have also been made of the cost of works for disposing of 
the sewage of both Weston and Lincoln by this plan. The feasi- 
bility of disposing of the sewage of both Weston and Lincoln in 
connection with the South Metropolitan district has also been con- 
sidered, and an estimate of the cost to the towns and to the district 
has been prepared. It is evident from the investigations that if 
these towns should join the Metropolitan district it might be pos- 
sible for them to dispose of their sewage at less cost than by puri- 
fication on lands within their own limits ; but the cost of construction 
of works to receive the sewage, if paid for by the Metropolitan 
district would entail a great expense upon the district in excess of 
the assessments that would be received from the towns on the basis 
•upon which assessments have been made in the past. If these 
towns, or either of them, should join the Metropolitan system, they 
should join at the present time, so that provision can be made for 
receiving and disposing of the sewage whenever it would become 
necessary to do so. If they should begin paying assessments at 
present, the payments that might be made before sewers are re- 
quired might so greatly increase the cost of joining the Metropolitan 
system that the cost would amount to nearly as much as the cost 
of purifying the sewage upon land at some future time, when a sys- 
tem of sewage disposal becomes necessary. Considering that there 
are suitable disposal areas within the limits of each town upon 
which it is practicable for the towns to dispose of their sewage 
whenever it may become necessary at a not unreasonable cost, and 
considering the probability that a general system of sewerage for 
either town will not be found necessary for a long time in the future, 
it does not seem desirable to provide for the sewerage of Weston 
and Lincoln in connection with the Metropolitan district ; and the 
results of the investigations indicate that the best method of dis- 
posing of the sewage of both Weston and Lincoln for many years 
in the future will be to purify it by filtration. 
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For the protection of the water supply of Cambridge, however, a 
lewerage system for portions of Weston may be required before 
ong, and it may become desirable to dispose of the sewage tempo- 
trarily by discharging it into the Metropolitan system. This can be 
done by discharging the sewage into the sewers of Newton or 
Waltham, and it is probable that sewage from the portions of 
Weston and Lincoln which may require sewerage to protect the 
Cambridge water supply can be disposed of in this way until a gen- 
eral system of sewerage for the towns becomes necessary. 

Disposal of the Sewage of Small Areas in Weston, Welles- 
ley AND NeEDHAM which DRAIN DIRECTLY INTO THE ChARLES 
ElVER BETWEEN StONY BrOOK AND DeDHAM. 

An examination of the map shows that there are several small 
areas along the south-westerly side of Charles River in the towns of 
Weston, Wellesley and Needham draining directly into the river, 
: on the opposite side from Newton, which are not included in exist-" 
ing Metropolitan sewerage districts. 

All of these small areas drain naturally toward the main sewer of 
the city of Newton, which is in process of construction by that 
city, and which is designed to receive the sewage of that por- 
: tion of Newton in the valley of the Charles River beginning at a 
, point in the neighborhood of Newton Upper Falls and extending 
. along the valley through Newton Lower Falls, Riverside, Auburn- 
dale and West Newton to the Charles River valley sewer of the 
Metropolitan sewerage system, which it joins at a point in Newton 
near Cheesecake Brook. The higher portions of the city of Newton 
are to be served ultimately by the proposed high-level gravity sewer 
when it is extended to that city ; but at the present time the sewer 
in the valley of the Charles River, already described, receives much 
of the sewage, which will eventually be discharged into the high- 
level sewer. 

The sewage of the small districts on the opposite side of Charles 
River in the towns of Weston, Wellesley and Needham, which have 
been described above, can be brought into the Newton sewer, and 
thus into the Metropolitan sewerage system, by the construction of 
short connections, including river crossings. 

The first tributary of Charles River south of Stony Brook enters 
the river just below Riverside. This stream drains an area of 1.8 
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square miles, which is at present very sparsely populated. In the 
lower portion of the water-shed the land is suitable for filtratioc 
purposes ; but this land is already valuable, and it is probable that, 
by the time the water-shed of the brook is inhabited sufficiently to 
require sewerage, the disposal of sewage upon land in this valley 
will be out of the question. It will be practicable to collect the 
sewage of this valley and the small water-shed south of it and con- 
tiguous territory bordering the river in Weston, aggregating 2.7 
square miles, as shown on the accompanying plan, and to dispose 
of it in connection with the sewage of the town of Weston. Since 
the territory is within Weston, it would probably be best that its 
sewage be disposed of in connection with that of the remainder 
of the town ; but the water-shed is so situated that it will be practi- 
cable to dispose of the sewage into the main sewer of the city of 
Newton, already mentioned, on the opposite side of the river. 

The next area is situated chiefly in Wellesley, opposite Newton 
Lower Falls, and includes a small area draining directly into the 
Charles River, the total drainage area being 1.58 square miles. A 
portion of this district near Charles River contains already con- 
siderable population and the entire water-shed is being built up 
rapidly so that it is probable that sewerage facilities will be required 
in a short time for at least a portion of the district. While suitable 
land for the purification of the sewage is found along the river bank, 
the location of filtration works, even of small size, in this region, 
might be objectionable. 

The other ways of disposing of the sewage are to pump it into 
the general system of the town of Wellesley, or to discharge it by 
gravity into the Newton sewer on the other side of the river, — a 
method of disposal which appears to be the most feasible, and which 
does not seem likely to require a great expense for sewers. 

Rosemary Brook valley has an area of 3.75 square miles. At its 
lower end and within the town of Wellesley this area is verj^ 
sparsely populated, and contains the wells and other works for 
collecting ground water for the supply of the town of Wellesley. 
The upper end of the water-shed within the town of Needham is 
more densely populated, and contains a portion of the village of 
Highlandville. It would be practicable to purify the sewage of 
Highlandville within this water-shed probably for a good many 
years in the future ; but, on account of the location of the Wellesley 
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water supply, it will probably be found desirable to remove the 
sewage from the water-shed. It would require a long sewer to 
convey the sewage of Highlandville through the Rosemary Brook 
valley to the Newton sewer, and such a sewer would be of no 
special value to the remainder of the water-shed, which is, as al- 
ready stated, very sparsely populated. 

A considerable portion of Highlandville appears to be at such an 
elevation that a sewer can be laid so as to receive the greater por- 
tion of the sewage of the village, and dispose of it by gravity in 
connection with the sewerage system of the village of Needham. 
The remaining portions of the village, which are at a lower level 
and from which the sewao:e cannot be discharged into the Needham 
sewers by gravity, will have to be dealt with in some other way. 
At some future time, when the valley becomes populated, it will 
doubtless be best to dispose of the sewage of the low portions of 
Highlandville in connection with the sewage of the remainder of the 
valley, and probably discharge it into the Newton sewers. In the 
mean time, should sewers become necessary, the best method of dis- 
posing of the sewage of Highlandville will probably be to collect it 
at some convenient point and to pump it into the main sewers of 
the village of Needham. 

Further up the river, above the mouth of Rosemary Brook, there 
is an area opposite Newton Lower Falls amounting to 1.45 square 
miles, below the land of the Newton water works, located chiefly in 
the valleys of two brooks, which flow into the river opposite Newton 
Upper Falls village. It does not appear to be practicable to purify 
the sewage of this section within its own area ; pait of the area is 
in Needham and part in Wellesley, and to dispose of the sewage in 
connection with a system for either town would require pumping. It 
will be practicable to discharge the sewage into the Newton sewer close 
to the river, when this sewer is completed, and this would probably be 
the least expensive method of disposing of the sewage of this area. 
Still farther south-west there is a territory on the north-westerly 
slope of Bird's Hill not included in the territory purchased to pro- 
tect the Newton water supply, a large part of which could be pro- 
vided for in connection with the district in Needham opposite 
Newton Lower Falls, while the sewerage of the remainder would 
probably best be provided for by a sewer running in a southerly 
direction to the Neponset valley sewer. 
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Studies have been made as to the probable length of time during 
which the Newton sewer and the Charles River valley Metropolitan 
sewer would serve these districts, in addition to the districts Tvhich 
they were designed to serve. The results show that these sewers 
will probably be capable of serving these districts in Weston, AVelles- 
ley and Needham, in addition to those for which they were de- 
signed, for many years in the future, if the quantity of sewage 
per inhabitant is not excessive ; and, when the high-level se^rer is 
extended to Newton, ample provision for the relief of the Newton 
and Metropolitan sewers can be made. 

South Natick. 
The population of this village at the present time is estimated to 
be 1,300. Though provided with a public water supply it has no 
system of sewerage and was not incliided in the general plan of sew- 
erage for the main portion of the town of Natick. In order to dis- 
pose of the sewage into the Natick system it would be necessary to 
pump it to a considerable elevation to reach the Natick sewers, and 
it would have to be pumped a second time before reaching the filtra- 
tion area. The disposal of the sewage of this village in this way 
would decrease materially the capacity of the Natick sewers for dis- 
posing of the sewage of the main portion of the town, and under the 
circumstances it is desirable to dispose of the sewage of the village 
of South Natick by some other plan. It is probably not practicable 
to collect the sewage and dispose of it on any separate filtration area 
without pumping, because a large part of the village is situated on 
land which is elevated only a few feet above the river. To collect 
and pump the sewage of this village alone to a suitable filtration 
area would be expensive, and the investigations indicate that it 
would probably be best to dispose of the sewage in connection with 
the sewage of the main portion of Wellesley. 

Wellesley. 
The estimated population of this town at the present time is 
4,890. The sewerage of small areas draining easterly toward the 
Charles River in the neighborhood of Newton has already been con- 
sidered. Nearly all of the thickly settled portion of Wellesley is in 
the valley of Fuller's Brook, a tributary of the Charles River, which 
enters that stream about three-quarters of a mile below South 
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Natick. The brook drains a large section of Needham, which does 
not contain any considerable population. The main village of 
"Wellesley will soon need sewerage, though it may be several years 
before a system will be constructed. Just above the point where 
the river is joined by Fuller's Brook is the outlet of Morse's or 
"Waban Brook, which drains a large area in Weston, Wellesley 
and Natick. This territory is very sparsely populated at the pres- 
ent time. The sewage of the thickly settled portions of Wellesley 
would naturally be collected in a main sewer in the valley of Fuller's 
Brook, and the only place in the town where it appears to be practi- 
cable to dispose of this sewage by gravity is upon land near the 
mouth of Fuller's Brook, near Charles River. 

While this land is quite near the limits of the thickly settled por- 
tion of Wellesley, it is nevertheless probable that the sewage of the 
town and of South Natick also could be disposed of satisfactorily at 
this place for many years in the future, by the use of rapid systems 
of filtration if necessary, without being objectionable to the inhab- 
itants of the region, and at a less expense than in any other way; 
but the circumstances may be such, when the town prepares to con- 
struct a sewerage system, that it will be deemed desirable to remove 
the sewage to some point further from the town, if practicable, and 
four other areas which might possibly be used for the purification 
of the sewage of Wellesley and South Natick have been considered. 
One of these areas is located in Dover, another in Natick, a third in 
Needham and the fourth in Wellesley ; and, in order to deliver the 
sewage upon any of these areas, pumping will be necessary. Of 
these areas, the one in Needham is nearest the point where the sew- 
age of Wellesley and South Natick can best be collected. The land 
is of excellent character for the disposal of sewage by intermittent 
filtration, and the cost of purifying the sewage of Wellesley and 
South Natick upon this area would be less than upon any of the 
other areas, excepting the one near the mouth of Fuller's Brook. 

The area in Wellesley which is available for the disposal of the 
sewage by pumping is in a nearly uninhabited portion of the town, 
and the land is excellent for sewage purification. To dispose of 
the sewage upon filtration areas in Dover or Natick would be much 
more expensive than by the other plans mentioned. 

The feasibility of disposing of the sewage of Wellesley and South 
Natick into the Metropolitan sewerage system has also been consid- 
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ered. The sewage would have to be pumped by any plan that would 
provide for all of the thickly settled portion of Wellesley ; and the 
best way of connecting Wellesley with the Metropolitan system 
would probably be to pump the Wellesley sewage over into the 
large intercepting sewer of the city of Newton at Newton Lower 
Falls, through which the sewage would flow to the Charles River 
valley Metropolitan sewer. 

Estimates have been made of the comparative cost to the town of 
Wellesley of works for the disposal of sewage: (1) by pumping 
it to a filtration area in Needham ; (2) by pumping it to a fil- 
tration area in Wellesley ; (3) by pumping it into the Metropolitan 
sewerage system. These estimates include the cost of pumping 
stations, pumps and other appurtenances, reservoirs, force mains 
and filter beds, together with the maintenance of those works; but 
the estimates do not include the cost of sewers in the town which 
would be common to all of the plans of sewerage which have been 
considered. It is assumed for the present that if Wellesley should 
join the Metropolitan district the Newton sewer would be taken by 
the Metropolitan district, and that Wellesley would be admitted 
to the district on the same basis as the other towns ; that is, from 
the time of admission Wellesley would pay toward the interest and 
sinking fund requirements of the Metropolitan district, in the pro- 
portion that its valuation bears to the valuation of the remainder of 
the district, and that it would pay toward the maintenance of the 
Metropolitan works in the proportion that its population bears to 
the population of the whole district. On this basis the comparative 
cost of works by the three plans and of annual interest, sinking 
fund and maintenance requirements would be as follows : — 



1. Cost of pumping and disposing of the Sewage of Wellesley and South 
Natick upon a Filtration Area in the Town of Needham. 

Estimated total cost of pumping station, pumps, force main, filter 
beds, etc., $95,300 

Estimated yearly interest and sinking fund for forty years on above 
total cost of works, $4,815 

Average annual cost during forty years for maintenance of pump- 
ing station, 3,200 

Average annual cost during forty years for maintenance of filtra- 
tion area, 1,875 

Total annual cost, $9,890 
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The cost of disposing of the sewage of Wellesley under this plan 
would be somewhat reduced if Wellesley and Needham should join, 
and dispose of the sewage of both towns at the same place. 

2. Cost of pumping and disposing of the Sewage of Wellesley and South 

Natick upon a Filtration Area in Wellesley, 

Estimated total cost of works, on basis comparable with previous 

estimate, $116,300 

Estimated annual interest and sinking fimd for forty years on above 

total cost of works, 16,876 

Average annual cost during forty years for maintenance of pump- 
ing station, 3,600 

Average annual cost during forty years for maintenance of filtra- 
tion area, 1,876 

Total annual cost, $11,260 

3. Cost of pumping and disposing of the Sewage of Wellesley and South 

Natick into the South Metropolitan Sewerage System. 

Estimated total cost of works, on basis comparable with previous 

estimate, $91,300 

Estimated annual interest and sinking fund for forty years on above 

total cost of works, $4,610 

Average annual cost of pumping and maintenance, . . 3,460 

Total annual cost of works, $8,060 

Estimated annual proportion of interest and sinking fund charges 

of Metropolitan district, 6,630 

Estimated annual proportion of maintenance charges of Metro- 
politan district, 610 

Total annual cost of disposing of sewage into the Metropol- 
itan system, $14,200 

It will be seen, from an examination of the above table, that the 
cost to Wellesley of disposing of the sewage from the main portion 
of the town into the Metropolitan system would be about $2,950 
greater per year than the cost of disposing of its sewage upon land 
within its own limits. The saving to Wellesley would be still 
greater if the area near Fuller's Brook should be used for the dis- 
posal of its sewage. 

Moreover, the capacity of the Newton sewer, into which the 
Wellesley sewage would naturally be discharged would not be 
sufficient to receive and remove the sewage of Wellesley in addition 
to the quantity which it now receives ; and, even after the high- 
level sewer is built and the Newton sewer relieved of a considerable 
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portion of the area now tributary to it, the capacity of the Newton 
sewer will still probably be insufficient, after a few years, for the 
removal of the sewage of Wellesley in addition to the quantity nat- 
urally tributary to it. There will, therefore, probably be a material 
additional cost to the Metropolitan district to make provision for 
receiving and disposing of the Wellesley sewage. 

In the foregoing estimates no account has been made of the small 
areas in the easterly portion of Wellesley which have already been 
considered, and from which sewage may at some time be discharged 
into the Metropolitan system. 

Judging from the foregoing estimates, it is evidently not for the 
interest of either Wellesley or the Metropolitan district to dispose 
of the sewage of Wellesley into the Metropolitan system. There is 
ample opportunity in the vicinity of Wellesley for the town to 
purify its sewage for a great many years in the future; and the 
investigations indicate quite definitely that this method of disposing 
of the sewage will be the best that it is practicable . for the town of 
Wellesley to adopt. 

Needham. 

The estimated population of Needham at the present time is 
4,250. The population is principally in the main village of Need- 
ham and in the village of Highlandville. There is also a consider- 
able population in the extreme northerly part of the town, opposite 
Newton Upper Falls. Approximately half the area of the town 
drains naturally toward the Charles River below Dedham, while the 
drainage from the remainder enters the river above Dedham. Along 
the north-easterly side of the town there is a high ridge parallel 
with Charles River and about a mile distant from it, and the terri- 
tory on the north-easterly side of the ridge all drains directly toward 
the river below Dedham. A considerable portion of this area is 
controlled for purposes of water supply by the city of Newton and 
the town of Brookline, and a large portion of the remainder is so 
situated that it is not likely to become densely populated for a great 
many years. The north-westerly end of this territory, however, 
opposite Newton Upper Falls, is likely to become quite densely 
populated. The future sewerage of this valley and of the village of 
Highlandville, located within the water-shed of Rosemary Brook, a 
tributary of the Charles River which enters that stream between 
Newton Upper Falls and Newton Lower Falls, has already been 
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considered. A considerable territory in the westerly part of the 
town is tributary to Fuller's Brook, which flows toward Wellesley. 
This area is veiy sparsely inhabited, and does not seem likely to 
become densely populated for a long time. The main village of 
Needham is situated upon a high, sandy and gravelly plain near the 
centre of the town, nearly all of it being in the valley of Colburn's 
Brook and its tributaries. This village is quite densely populated, 
and is likely to require sewerage before many years, but on account 
of the character of the soil the need of sewers does not appear to be 
urgent at the present time. There appear to be three ways by which 
it will be practicable to dispose of the sewage of Needham Village 
when a system of sewerage becomes necessary. One is to pump 
the sewage in a westerly direction, upon land already mentioned in 
considering the disposal of the sewage of Wellesley. This area is 
excellently adapted for the purification of sewage, and is so located 
that it would seem to be a very satisfactory filtration area. 

Another plan by which the sewage of Needham can be disposed 
of is to discharge it upon filter beds along the Charles River, south 
or south-east of the main village of Needham. The Needham water 
supply is taken from the valley of Bird's. Hill Brook in this region, 
and it may before long be necessary to take an additional supply 
of water from the lands near the river. The population in the 
neighborhood is increasing and land is undoubtedly quite valuable. 
Moreover, the river and its banks are used as a pleasure resort by 
large numbers of people at the present time, and this use is increas- 
ing rapidly. Considering all the circumstances, it is not desirable 
to construct works for the purification of sewage at any place along 
the Charles River in this region. 

The estimated annual cost of interest, sinking fund and mainten- 
ance of works for pumping the sewage and purifying it upon land 
within the limits of Needham, which has already been referred to, is 
$9,120. This estimate does not include the cost of a system of 
sewers in the town which would be common to all of the plans that 
have been considered. It is probable that, if Needham and Welles- 
ley should unite and dispose of their sewage upon the same filtration 
area, a considerable saving in the expense of maintaining the area 
could be effected. 

The feasibility of disposing of the Needham sewage into the 
Metropolitan sewerage system has been carefully examined. The 
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sewage of Needham would naturally be collected near the Charles 
River, at about the point where it is crossed by Dedham Avenue. 
From this point a sewer would be laid down the valley of the river, 
probably crossing to the right bank near Dedham Avenue. It 
would subsequently be necessary to cross again to the lefb bank 
before reaching Causeway Street; thence the sewer would follow 
Causeway Street, passing under Boundary ditch, which forms the 
boundary of the town of Needham. From this point a sewer could 
be laid to the Metropolitan sewer by two routes : one across the 
lands of the Brookline water supply and across the river at Cow Bay 
to the Metropolitan sewer on the easterly bank of the river ; the other 
down the left bank of the river nearly to Dedham, and there across 
to the right bank and to Mother Brook and the Metropolitan sewer 
in the valley of that stream. The latter plan would be the more 
difficult and expensive, but it would avoid laying a sewer across 
lands from which the town of Brookline derives its water supply, 
and would provide for sections of Dedham which may require sewer- 
age at some future time, and the estimates of cost of connecting with 
the Metropolitan system are based upon that plan. 

If the usual custom were followed, the Metropolitan sewerage 
district would lay a sewer up the valley of the Charles River to the 
boundary line of the town of Needham, and it is estimated that such 
a sewer would cost $66,000. 

The annual cost to the town of Needham of disposing of its 
sewage in connection with the Metropolitan system, on a basis 
comparable with the estimated annual cost of disposing of the 
sewage by filtration already given, is $3,340. If Needham should 
be admitted to the South Metropolitan district, the additional an- 
nual cost to the district, over the amount that would be received by 
assessments from Needham, would probably be in the neighborhood 
of $1,000. 

Comparing the foregoing estimates of the annual cost of disposing 
of the sewage of Needham by the two plans, one providing for the 
purification of the sewage within the limits of the town and the 
other for discharging it into the Metropolitan system, it is seen that 
if Needham should enter the Metropolitan system at the present 
time it could probably dispose of its sewage more cheaply than by- 
purifying it on land within the town, but it would be a disadvantage 
to the district if the usual custom of building a sewer to the Need- 
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ham boundary line should be followed. If Needham should pay a 
suflScient assessment to the Metropolitan district to fully cover the 
cost to the district of building a sewer to admit the town, the cost 
to Needham would still be considerably less than the cost of purifi- 
cation, even in conjunction with Wellesley. 

But, as has already been stated, the soil upon which the thickly 
settled portion of Needham is built is largely sand and gravel, and 
the same appears to be true of Highlandville, so that sewers are not 
likely to be found necessary in either village for several years. If 
Needham should enter the Metropolitan district at the present time, 
it is possible that the aggregate of assessments that would be paid 
before sewers would be found necessary would so increase the cost 
that the saving by joining the Metropolitan system would be greatly 
reduced. Considering all the circumstances, it does not seem de- 
sirable that Needham should be made a part of the South Metro- 
politan sewerage district. 

Westwood. 
The estimated population of this town at the time it was set off 
from Dedham, in 1897, was 1,023. A portion of the town lies in 
the valley of the Neponset River, and will be considered in connec- 
tion with the sewerage of that region. The principal portion of the 
town, including the main village, is in the valley of a tributary of 
the Charles River which enters that stream about half a mile above 
the place where it is crossed by Dedham Avenue, the principal road 
between Dedham and Needham. The village is situated near the top 
of a high ridge, more than 100 feet above the level of the river. The 
town is not provided with a system of public water supply, and 
sewers do not seem likely to be needed for many years. The sew- 
age can be satisfactorily disposed of, when a system becomes neces- 
sary, upon land in the valley of the brook which receives at present 
the drainage from the region about the main village. This method 
of disposing of the sewage would probably be the cheapest for the 
town to adopt, judging from such estimates as have been made ; but 
an estimate of the probable cost of connecting the town with the 
Metropohtan district and discharging its sewage in connection with 
the sewage of Needham into the Metropolitan system has also been 
made ; and the results indicate that if sewers Were to be built at 
the present time it might possibly be a little less expensive for the 
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town to connect with the Metropolitan system, but considering that 
sewers are not likely to be needed for many years, it does not seem 
desirable to make any provision for this town in connection witli 
the Metropolitan works. 

Dover, 

The valley of the Charles River above the tributaries which enter 
from the villages of Weston and Needham is very sparsely settled 
up to the neighborhood of W^ellesley, a distance of many miles. 
Along this reach of the river there is only one very small village. 
A large part of Dover is within the water-shed of the river in this 
region, but the population of this town is exceedingly small, and it 
is not yet provided with a public water supply. It seems unneces- 
sary to provide for the sewerage of this town in any way at the 
present time. 

DISPOSAL OF SEWAGE FOR THE UPPER PORTION OF THE 
NEPONSET RIVER VALLEY. 

The main stream of the Neponset River rises in Foxborough and 
flows in a generally north-easterly direction to Dorchester Bay, 
draining an area of 114 square miles. Along the middle portions 
of its course there are very extensive areas of low wet lands known 
as the Fowl Meadows, which border the river for several miles. 
Above these meadows the stream has a rapid fall, and many factories 
and mills are located on the stream and its tributaries. In this 
portion of its course the river is highly polluted, chiefly by waste 
liquors from manufacturing establishments which are discharged 
into the stream or its tributaries. Below the Fowl Meadows and 
down to the mouth of the river there is a considerable fall, nearly 
all of which is utilized for power by means of several dams, forming 
a series of mill ponds. The river has two principal tributaries : 
one is the east branch, which rises in Stoughton and Sharon, and, 
flowing through Canton, joins the main river near the upper end of 
the Fowl Meadows ; the other is Mother Brook, which flows from 
the Charles River into the Neponset River at Hyde Park. 

The lower portion of the valley is quite densely populated, and 
is included in the Neponset valley section of the Metropolitan 
sewerage system. The main sewer for this district is intended to 
provide for the removal of the sewage of those portions of the city 
of Newton and the town of Brookline which are not provided for by 



INTO BOSTON HARBOR. 49 

the Metropolitan system for the Charles River valley, together with 
the sewage of tfie towns of Dedham, Hyde Park and Milton and 
portions of the Dorchester and West Roxbury districts of the city 
of Boston, but this sewer was not designed to receive sewage from 
the portion of the Neponset valley above Hyde Park. The sewer 
as at present constructed begins in the West Roxbury district of 
Boston on the easterly side of Charles River, not far from the 
limits of Newton, and extends along Charles River to Mother 
Brook, and thence down the valley of Mother Brook and along the 
northerly side of the Neponset River to an outlet into the Dorchester 
intercepting sewer of the city of Boston. 

At the time the Neponset valley sewer was constructed it was 
assumed that a high-level sewer would eventually be built across 
the Neponset valley in the vicinity of the boundary line between 
Hyde Park and the Dorchester district of Boston, which would 
receive the sewage from the Neponset valley sewer ; and the latter 
sewer was designed to be of sufficient size to provide for the collec- 
tion and removal of all of the sewage of the district down as far as 
the point where the high-level sewer was expected to cross until the 
year 1930. Below this point the size of the Neponset valley sewer 
is only sufficient for a very limited number of years in the future ; 
and it is consequently necessary to provide some relief for this 
sewer, in order to avoid the necessity of discharging the sewage 
into the river or local water courses in this region. When the 
sewage of the Neponset valley sewer above this place is diverted, 
the portion below where the high-level sewer is expected to cross 
will be of ample size for the district which this portion of the 
Neponset valley sewer is designed to serve for many years. 

The middle portions of the Neponset valley above Hyde Park, in 
which the Fowl Meadows are located, are very sparsely populated. 
The lands on both sides of the meadows are high and are drained by 
several small tributaries of the Neponset River, but there are no 
considerable villages in this portion of the valley. A portion of the 
town of Westwood and a small portion of Norwood not yet contain- 
ing a considerable population are situated in the valley of Purgatory 
Brook, a tributary of the Neponset River from the north, which 
enters the main stream near the middle of the Fowl Meadows, and 
these areas may require sewerage at some future time. On the east- 
erly side of the valley there is a small population in the valley of 
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Ponkapoag Brook, which enters the Neponset River from the east a 
little below Purgatory Brook, and it is possible that sewers may at 
some time be required in this valley, but this necessity is not likely 
to become apparent for many years. 

Above the Fowl Meadows in the valley of the main stream are 
located the growing towns of Norwood and Walpole, and in the val- 
ley of the East Branch the towns of Canton, Stoughton and Sharon. 
Practically all of the thickly settled portions of these towns are 
within the valley of the Neponset River. The water-shed of the 
river also embraces very small portions of Dover, Medfield, Fox- 
borough and Randolph, but these are rural regions which do not now 
seem likely to become so densely populated as to require sewerage. 

An examination of the portions of the Neponset River valley above 
Hyde Park which are not provided for in the present sewerage sys- 
tem, or by the proposed high-level sewer, has been made to deter- 
mine what further relief may be required for the sewerage of this 
valley. 

On the main stream, as already indicated, the most important 
towns are Norwood and Walpole. Both of these towns are pro- 
vided with public water supplies and both are growing quite rapidly, 
but no sewers have yet been provided in either town. On the East 
Branch are the towns of Canton, Stoughton and Sharon, all of which 
have been provided with public water supplies for several years, but 
none of them has as yet a system of sewerage. 

The population of these towns since 1870 has been as follows : — 



TSAB. 



Walpole. 



Norwood. Sharon. 



Stoughton. 



Canton. 



1870, 
1876, 
1880, 
1885, 
1890, 
1896, 



2,137 
2,290 
2,494 
2,443 
2,604 
2,994 



1,749 
2,346 
2,921 
3,733 
4,674 



1,608 
1,330 
1,492 
1,328 
1,634 
1,717 



4,914 

4,842 

4,876 

6,173 

4,862t 

6,272 



3,879 

4,192 
4,616 
4,380 
4,638 
4,636 



* Norwood set off from Dedham and Walpole in 1872. 
t Avon set off from Stoughton in 1888. 



All of the towns would be classed as manufacturing communities, 
with the exception of Sharon, which is principally a residential town 
and a summer resort. Norwood and Canton are becoming to a con- 
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siderable extent places of residence for people who do business in 
Boston, and seem likely to have a steady growth from this cause. 
At the present time Norwood is growing the most rapidly of all of 
the towns, and this town is likely to require a system of sewerage 
within a very few years. The town of Canton seems likely to re- 
quire a system of sewerage before very long, as may also the town 
of Stoughton. It will probably be many years before sewerage is 
required in Walpole or Sharon. 

An estimate of the probable future population of these towns up 
to 1940 is as follows : — 



Walpole. 



Sharon. 



Stoughton. 



Canton. 



1900, 
1910, 
1920, 
1930, 
1940, 



3,440 
4,590 
6,380 
8,930 
12,870 



6,540 

8,000 

11,450 

16,250 

22,590 



1,940 
2,440 
8,120 
4,160 
5,830 



5,200 
5,660 
6,960 
9,280 
12,340 



5,130 

6,610 

9,110 

12,980 

18,110 



The question as to whether these towns should be made a part of 
the Metropolitan district, or whether they should be required to dis- 
pose of their sewage in some other way, has been considered, and 
investigations have been made as to the means by which each may 
dispose of its sewage independently, and the means by which they 
may all be brought into the Metropolitan system. Estimates of the 
probable cost of works for the disposal of the sewage of each town, 
both by discharge into the Metropolitan sewerage system and by the 
various possible ways in which the sewage can be otherwise disposed 
of, have been prepared upon the basis of the cost of similar work in 
other places ; but these estimates do not include the cost of local 
sewers or of any other work that is common to all of the plans con- 
sidered for the disposal of the sewage of any particular town. The 
results are presented in such a form as to show the estimated yearly 
cost to each town of the various plans considered, for a period of 
forty years, including interest, sinking fund and maintenance. 
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Feasibility and Cost of disposing separately of the Sewage 
OF Each Town in the Neponset Valley. 

Walpole. 

The present population of this town is estimated to be 3,440. 
The population is principally located in Walpole Centre and East 
Walpole, both of which communities are manufacturing villages situ- 
ated on the Neponset River. In neither village is the population 
dense and sewers are not likely to be required for several years. 
The topography of the town and location of the villages are such 
that it is not practicable to collect and dispose of all of the sewage 
by gravity within the limits of the town. The village of East Wal- 
pole is located close to the Norwood boundary line, and the popula- 
tion in this village is growing and extending into Norwood. 

An examination shows that the filtration area which appears to be 
most favorably situated for the use of the town of Norwood is adapted 
to receiving the sewage both of Walpole and the main portion of 
Norwood by gravity, and it will probably be best for both towns to 
dispose of their sewage at the same place. An estimate of the prob- 
able annual cost to Walpole of interest, sinking fund and mainten- 
ance charges for the next forty years, based upon the cost of works 
for receiving and conveying the sewage to the filtration area referred 
to, is $2,753 per year; but this estimate does not include the cost 
of sewers in the town which would be common to either of the plans 
that have been considered for the disposal of the sewage. 

J^orwood. 
The present population is estimated to be 5,540, and the town 
appears to be growing very rapidly. It is a manufacturing town, 
but is also becoming a place of suburban residence, and it seems 
likely to require sewerage within a very few years. The contour 
of the town is such that the sewage from nearly all of the thickly 
settled portion, together with all the sewage of Walpole and of the 
portion of Norwood bordering Walpole, can be collected conven- 
iently by gravity at some point near the Neponset River. A small 
portion of Westwood, in the valley of Hawes Brook, now sparsely 
inhabited, can be provided with sewerage in connection with the 
Norwood works if necessary in the future. 
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An area of land well adapted to the purification of sewage by- 
filtration, and well located for the purpose, has been fouDd, which 
is capable of receiving and purifying all of the sewage of Norwood 
and Walpole for a very long time in the future. Estimates of the 
probable cost of the disposal of the sewage of Norwood and of 
Walpole upon lands available for the purpose have been prepared, 
based upon the estimates of the cost of actual construction of similar 
works in other towns. 

A small portion of Norwood lying near the Neponset River, and 
containing at present only a few scattered dwelling houses, is at 
such a low level that sewage from this area will probably have to be 
pumped in order to discharge it upon a suitable filtration area. It 
does not now seem likely that this territory will require sewerage 
for many years ; but an estimate of the cost of collecting this sewage 
twenty years hence and pumping it to a filtration area has been 
made, and is included in the estimated cost of the disposal of the 
sewage of the town. 

The sewage of a portion of the town of Norwood situated in the 
valley of Purgatory Brook cannot be disposed of in connection with 
the sewage of the main portion of the town without pumping. A 
portion of the town of Westwood is also in the valley of this stream, 
and the sewage of this territory would naturally be included with 
that of the portion of Norwood in the valley of the brook. The 
region is not thickly settled at present, though several new houses 
have been built near Ellis Station on the New England railroad 
within a few years, and it is possible that a considerable village 
may grow up in this neighborhood at some future time. The 
sewage can be disposed of by filtration upon land in the valley of 
Purgatory Brook, where there are ample areas well suited to the 
purpose, upon which the sewage can be discharged by gravity ; or 
it can be pumped into the sewers of the main portion of Norwood, 
and disposed of in connection with the other sewage of the town. 
The cost of the disposal of the sewage of the Purgatory Brook valley 
by both plans has been estimated as carefully as practicable. 

The estimated annual charges for interest and sinking fund upon 
the cost of works for conveying the sewage of Norwood, including 
the portions of Westwood that have been referred to, to the filtra- 
tion area and purifying it, together with the estimated annual cost 
of maintenance, are given in the following table. These estimates 
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do not include the cost of interest and sinking fiind or maintenance 
of such sewers in the towns as would be common to the various 
plans which have been considered. 

1. Estimated annual cost of purifying the sewage of the main portion 

of Norwood only, $3,157 00 

2. Estimated annual cost of purifying the sewage of Norwood, in- 

cluding pumping the sewage &om the low lands near the Ne- 

ponset River, twenty years hence, 4,036 00 

8. Estimated annual cost of disposing of all of the sewage of Nor- 
wood, including the cost of purifying the sewage of portions of 
Norwood and Westwood situated in the valley of Purgatory 
Brook, upon land in that valley, 6,242 00 

4. Estimated annual cost of purifying all of the sewage of Norwood, 
including the portions of Norwood and Westwood in the valley 
of Purgatory Brook, if sewage from the latter valley should be 
pumped into the sewers of the main portion of Norwood, . . 9,468 00 

Large quantities of waste products from manufactories, principally 
paper mills and tanneries, are discharged into the river at Walpole 
and Noi-wood. The quantity of water used in the paper mills at 
East Walpole in the preparation of stock is probably much greater 
than the quantity of sewage that would be collected from Walpole 
and Norwood at the present time. No provision has been made 
in the estimates for taking this paper mill sewage into the sewers, 
because it appears to be practicable and desirable, judging from 
investigations that have been made by the Board, to purify this 
waste liquor at the mills sufficiently to prevent serious pollution 
of the river. The tannery waste, however, can best be disposed 
of by receiving it into the sewers, and in this investigation the 
estimates of the probable quantity of sewage have been made suffi- 
ciently large, it is believed, to make due allowance for all manufact- 
uring sewage that need be disposed of by discharging it into the 
sewers. 

Sharon. 

This town is very small, having a population at the present time 
of only about 1,940. It is to some extent a place of residence for 
people who do business in Boston, and is to a considerable extent 
also a summer resort. It is not likely to require sewerage for many 
years in the future. The main village is situated upon a hill be- 
tween the valleys of Massapoag Brook and Beaver Hole Meadow 
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Brook, and nearly all of the population is situated upon this hill or 
near the upper end of the valley of Massapoag Brook. 

An examination of the region shows that it is feasible to collect all 
of the sewage of the thickly settled portions of the town in sewers 
in the valley of each brook, which can be joined near the foot of the 
hill about a mile north of the village, and an ample area of land suit- 
able .for the purification of all of the sewage of the town for a very 
long time in the future can be found within the limits of the town not 
far from this place. There are several areas which might be used for 
the purpose. The probable annual cost to the town of the construc- 
tion and maintenance of the purification works and main sewers, so 
far as they would differ from the sewers and works that would be 
constructed to connect the town with the Metropolitan system, is 
estimated to be $1,776. 

8toughton, 

The estimated present population of this town is about 5,200. It 
is chiefly a manufacturing town, and the population is quite dense 
in the main village. All of the thickly settled portion of the town 
is within the Neponset River water-shed, and drains naturally into 
the valley of the Steep Hill Brook, a tributary of the east branch of 
the Neponset River, though a large part of the area of the town 
is within the water-shed of the Taunton River. An examination 
of the valley of this brook has been made, with a view to selecting 
a suitable place for the purification of the sewage of the town 
when sewerage shall be required, which seems likely to be the case 
before many years in the fature. 

Examinations show that it is desirable to select an area as far 
down the valley as practicable, since the population appears to be 
extending in that direction. The results of the investigations show 
that suitable filters can be constructed within the limits of the town, 
and in such a location that all of the sewage can be discharged upon 
them by gravity. An ample area appears to be available to provide 
for the disposal of the sewage for the next thirty or forty years. 
The estimated yearly cost of main sewers and other works for con- 
veying and purifying the sewage during the next forty years, on 
a basis comparable with the works which would be necessary if the 
town should be connected with the Metropolitan district, is $4,000. 
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Canton. 

The population of Canton at the present time is about 5,130. 
This town is, Kke Norwood, a manufacturing town, which also con- 
tains a considerable and increasing number of people who do business 
in Boston. The waters of four streams join to form the East Branch 
of the Neponset River in the southerly portion of this town, ancl the 
densely populated portions are nearly all situated near the junction 
of these streams. The sewage of all of the thickly settled part of 
the town can be readily collected in the valley of the East Branch, 
a short distance below the main village and not far from the Fowl 
Meadows. 

An examination of lands in the region of the East Branch and 
along the Fowl Meadows has shown that it will be practicable to 
dispose of the sewage of Canton upon a filtration area well suited 
for the purpose, upon which the sewage can be delivered by gravity, ■ 
and the indications are that an ample area can be secured for the 
purification of the sewage of Canton for the next thirty or forty 
years. 

There is a small village in the valley of Ponkapoag Brook, from 
which it will probably not be practicable to convey the sewage to 
the filtration area which may be selected for the main portion of the 
town ; and there are two other small valleys on the southerly side 
of the Neponset River, between the East Branch and the brook 
which flows through Ponkapoag Village, which will probably have 
to be excluded from any plan for the purification of the sewage of 
Canton, unless the sewage from these latter valleys should be pumped 
to the main sewers of the town. None of these areas require sewer- 
age at the present time, and they do not seem likely to require it 
for many years in the future. If, when sewerage becomes neces- 
sary, it is not found to be practicable to pump the sewage into the 
main sewerage system of the town, the sewage can be collected at 
one place and purified without serious diflSculty. There is so little 
likelihood that these districts will require sewerage for many years 
that no estimates of the probable cost of disposing of the sewage from 
these areas have been made. The annual cost of construction and 
maintenance of sewage-disposal works for the thickly settled portion 
©f the town, not including local sewers common to all the plans con- 
sidered, during the next forty years is estimated to be $6,565. 
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Feasibility of disposing of the Sewage of the Towns of the 
Upper Neponset Valley in Connection with the South 
Metropolitan System, and Probable Cost of Works. 

It has been shown that it is probably feasible to purify the sewage 
of all the towns in the upper portion of the Neponset valley upon 
lands suited to the purpose, and in all but one case upon land 
located within the limitsof the respective towns, for as many years 
in the future as the Metropolitan system of sewerage is designed to 
serve, and the feasibility and probable cost of disposing of the sew- 
age of these towns in connection with the Metropolitan system will 
next be considered. 

The topography of the Upper Neponset River valley in this 
region is such that any sewer laid to convey the sewage of the towns 
under consideration to the present Metropolitan sewer in Hyde 
Park, or that vicinity, or to the proposed new high-level sewer by 
gravity, will necessarily have to pass through the greater portion of 
the length of the Fowl Meadows, and be laid with very flat grades 
in order to be low enough to receive all of the sewage of the towns 
in question. If such a sewer should be built, it would, if the present 
plan of Metropolitan construction is carried out, be extended through 
the valley so as to provide a proper outlet for the sewage of the 
various towns into the main sewer at some convenient point or 
points near the boundary of each town. 

Estimates have been made for a main sewer beginning at the 
boundary between Walpole and Norwood and extending down the 
valley of the Neponset River to the present Metropolitan sewer in 
Walnut Street, Hyde Park. A branch sewer from the boundary 
line between Stoughton and Canton would receive the sewage of 
Stoughton, and, passing through the valley of the East Branch, 
receive the sewage of all of the thickly settled portions of Canton, 
and discharge into the main sewer at or near Neponset Street. 
A small branch in the valley of Massapoag Brook would receive 
the sewage of Sharon and discharge it into the main branch in 
Canton. There would also be a branch in the valley of Purgatory 
Brook at some future time, extending from the Westwood bound- 
ary to the main sewer at some convenient point below Neponset 
Street. 

The estimated cost of such a sewer with the branches to Stoughton, 
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Sharon and Walpole, and a small branch up the valley of Purgatory 
Brook to the Westwood line, is $673,430. 

If the sewer should be constructed, the length of time during 
which the Metropolitan sewer below Walnut Street down to the 
high-level sewer would be suflBcient to provide for the removal of 
the sewage discharged into it would be considerably reduced. The 
sewer is estimated at the present time to be of suflScient capacity to 
provide for the sewerage of the district up to 1930 ; but if the sewer 
through the upper Neponset valley should be constructed, it is prob- 
able that the capacity of the present Neponset valley sewer would 
be reached in 1923. 

If the sewer should be built to connect with the present Metro- 
politan sewer, it could be extended from Walnut Street to the high- 
level sewer at some future time, that is, in 1923, or when the 
capacity of the Metropolitan sewer is reached. While a slight 
advantage in grades could be obtained by constructing the upper 
Neponset valley sewer down to the high-level sewer in the begin- 
ning, on the other hand, the cost of constructing a sewer in this 
way would be greater than to construct the sewer to the present 
Metropolitan sewer, and subsequently extend it to the high-level 
sewer when required in the fiiture. 

The comparative costs of the two schemes are estimated to be as 
follows : — 

1. Cost of the upper Neponset valley sewer and branches to present 

Metropolitan sewer at Walnut Street, Hyde Park, .... $673,430 
Present worth of cost of sewer to be built in 1923 from "Walnut Street 

in Hyde Park to proposed high-level gravity sewer, . . 61,200 

Total, $734,630 

2. Cost of upper Neponset valley sewer and branches, if constructed 

in the beginning to connect directly with the high-level sewer, $872,700 

Excess ofcostofScheme 2 over Scheme 1, f 138,070 

It would not seem necessary to expend the larger sum of money in 
order to secure the slight advantage of grade that would be obtained 
by the more expensive scheme of constructing down to the high- 
level sewer. 

In order to determine the cost to each town in the upper Nepon- 
set valley of sewage disposal through the Metropolitan system, the 



INTO BOSTON HARBOR. 



59 



cost of the present Metropolitan sewerage systems in the Charles 
and Neponset valleys has been added to the probable cost of the 
high-level scheme as outlined by the Metropolitan Sewerage Com- 
mission, and to this sum has been added the estimated cost of a 
main sewer for the upper Neponset valley, together with branches 
to the various towns. It has been assumed that each town will pay 
toward interest and sinking fund for this cost of works in the pro- 
portion that its valuation bears to the entire valuation of the district. 
For the maintenance of the Metropolitan system an estimate has 
been prepared, using as a basis the cost of maintenance of present 
Metropolitan works as ascertained by the Metropolitan Sewerage 
Commission, and carrying it forward to the year 1910, and this cost 
has been apportioned to each town in proportion to its estimated 
population. 

Upon the basis of these estimates, it is found that the percentage 
of cost of construction and of maintenance t)f the South Metropolitan 
sewerage system that the towns in the upper Neponset valley would 
pay for the collection and disposal of their sewage, at least during 
the first few years of the operation of the works, and the yearly 
cost to each of the towns, would be approximately as shown in the 
following table : — 



Table showing Probable Yearly Assessment of Each Town in the Upper Neponset 
Valley and the Yearly Assessment of the Remainder of the District at about 
the Year 1910. 





Maintenance. 


OonstTUction. 


Total. 


South Metropolitan district, . 

Canton, 

Norwood, .... 

Sharon, 

Stoughton, .... 
Walpole, .... 
Westwood, .... 






127,996 
495 
600 
144 
369 
345 
51 


1276,809 
3,372 
2,766 
1,094 
1,960 
1,758 
403 


$304,805 
3,867 
3,366 
1,238 
2,329 
2,103 
454 


Totals, .... 




• 


$30,000 


1288,162 


$318,162 



Bringing forward the estimated cost to each town of disposing of 
its sewage separately by purification upon land, as already given, 
and comparing the results with the estimated yearly cost to each 
town for disposing of its sewage in connection with the South Metro- 
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politan district, as given in the preceding table, it is found that the 
cost of disposal of the sewage of the various towns by each plan 
would be as follows : — 



TOWK. 


Yearly Cort 
of purifying Sewage 


Yearly OoBt of dlBposlng 
of Sewage luCon- 

neotlon with South Met- 
ropolitan District. 


Yearly Saving by 
JolnlngMetropoUtan 


Canton, .... 

Norwood and Westwood,* 

Sharon, .... 

Stoughton, 

Walpole, .... 


$6,565 

9,468 or 6,242t 

1,776 

4,000 

2,763 


$3,867 

3,820 
1,238 
2,329 
2,103 


$2,698 

5,648 or 2,422t 
538 
1,671 
650 


Totals, . 


$24,562 or $21,336 


$13,357 


$11,205 or $7,979 



Portion of Westwood. 



t With two filtration areas. 



It will be seen from the above table that there would be consider- 
able saving in annual cost to the various towns if a Metropolitan 
sewerage system should be built through the upper Neponset valley, 
with branches laid to the nearest point on the boundary lines of 
Westwood, Walpole, Sharon and Stoughton, provided that the main 
sewers are to be paid for by the whole district. The effect of ad- 
mitting these towns upon the probable annual cost to the South 
Metropolitan district as now constituted is indicated by the follow- 
ing table : — 

Estimated annual charge for interest and sinking fond to the present 

South Metropolitan district, for the year 1910, $259,810 

Estimated charge for maintenance in the year 1910, . . . . 29,000 



Estimated annual charge for interest and sinking fuhd to the present 
South Metropolitan district in 1910, if upper Neponset Biver valley 
towns should be included in the district, . . 

Estimated annual charge for maintenance in 1910, . ... 

Estimated additional annual cost to be borne by the South Metropolitan 
sewerage district as now constituted, if upper Neponset valley towns 



are admitted into the district. 



$288,810 



$276,809 
27,996 

$304,805 



$15,995 



It will be seen, then, that, if the upper Neponset valley towns 
are admitted to the district on the basis outlined above, the charges 
to the towns which now compose the district (by the act of 1899) 
would be considerably increased. 
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If the upper Neponset valley towns should pay the last-mentioned 
sum, that is, $15,995 per year, so as to relieve the district of extra 
expense for their sewerage, the aggregate yearly cost to those towns 
of connecting with the Metropolitan system would be $29,352, which 
would be considerably greater than the aggregate cost of purifying 
their sewage within their own limits (see table on page 60) . The 
estimated cost for connecting the upper Neponset valley towns with 
the Metropolitan district does not include the cost of making the 
high-level sewer of larger size below the place where it would be 
joined by the Neponset valley sewer, in order to remove the sewage 
from the towns in the upper Neponset valley. 

It is impracticable to tell whether the proportion of charges to the 
towns in the upper Neponset valley would become greater, as com- 
pared with the proportion of the whole district, or less, in the future 
than it is at the present time. So far as can be judged from present 
tendencies, the proportion of the expense of interest and sinking 
fund that these towns would bear as compared with the whole dis- 
trict would remain about as it would be at present. 

It has already been indicated that, of the towns mentioned, Wal- 
pole and Sharon are not likely to require sewerage for a good many 
years, and it is doubtful whether sewers will be required in Stough- 
ton for several years from the present time. But if these towns are 
to join the district, provision for receiving the sewage will have to 
be made at once, and the size of the proposed high-level sewer will 
have to be increased from the place where this sewage would enter 
to the outlet, so as to provide for receiving the sewage of these 
towns. It would only be equitable, in that case, that the towns 
should begin at the present time to pay something annually toward 
the cost of the sewer ; and if these payments should be extended over 
a period of ten or possibly fifteen years, as might be the case with 
one or two of the towns, the payments and accumulated interest 
might amount to so much that there would be little or no saving in 
cost to the town of joining the Metropolitan system at present over 
the cost of building independent disposal works when sewers became 
necessary. Under these circumstances, there might be no saving to 
Sharon and Walpole, and possibly very little to Stoughton, by join- 
ing the Metropolitan district at the present time, as compared with 
the disposal of the sewage separately when sewerage becomes nec- 
essary. In Canton and Norwood, however, systems of sewerage 
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seem likely to be required within a short time. K a Metropolitan 
sewer should be built for the towns of Canton and Norwood alone, 
beginning at Neponset Street, and the main branches to Walpole, 
Stoughton and Sharon should be omitted, the towns of Canton and 
Norwood would have to build considerable lengths of sewer within 
their own territories that would otherwise be built by the Metropoli- 
tan district. Since there is much doubt as to the advantage to the 
three other towns from coming into the system, an estimate has 
been prepared of the cost to the two towns of Canton and Norwood 
of disposing of their sewage by purification, as compared with the 
cost of entering the Metropolitan system at Neponset Street. The 
results are shown in the following table : — 

Norwood and Westwood. 
Estimated yearly assessment of Metropolitan district in the year 1910, . $3,775 
Estimated charge for interest and sinking fund on main sewer down to 
Metropolitan sewer at Neponset Street, 3,284 

Estimated yearly cost to these towns if a Metropolitan sewer should 
be built to Neponset Street, $7,059 

Estimated cost to these towns with two independent filtration areas in 

1910 (see page 60), $6,242 

Estimated cost to these towns with a single filtration area in 1910 (see 
page 60), $9,468 

Canton. 
Estimated yearly assessment of Metropolitan district in 1910, . . . $3,814 
Estimated charge for interest and sinking fund on main sewer down to 
Metropolitan sewer at Neponset Street, 2,071 

Estimated yearly cost to Canton to connect with a Metropolitan sewer 
at Neponset Street, $5,885 

Estimated cost of filtration to Canton in 1910 (see page 60), . . . $6,565 

It will be seen from the foregoing table that there would be no 
material saving in cost to these two towns (Norwood and Canton), 
taken together, to connect with the Metropolitan sewerage system, 
unless the other towns come into the system in the beginning, and 
sewers are laid by the district as a whole to the boundaries of the 
farther towns ; and, if assessments should be paid for a few years 
before sewers are deemed necessary, the advantage of connecting 
with the Metropolitan system as regards cost would disappear. It 
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has been assumed in this estimate that the Metropolitan sewer would 
be built by the Metropolitan district as far as Neponset Street ; but, 
if only Canton and Norwood are to come into the district, the sewer 
might not be built further than the Norwood boundary opposite Can- 
ton, which might be deemed a reasonable limit for Metropolitan con- 
struction ; consequently, the towns of Canton and Norwood would 
have to build a sewer down to the Metropolitan sewer through their 
own territories. 

It is obvious that, in this case, the cost to these towns of connect- 
ing with the Metropolitan system would be much greater than the 
cost of purifying their sewage independently within their own limits. 
It is also to be considered that, while, in the apportionments thus 
far made by the supreme court, the cost of main sewers and branches 
to the diflerent towns has been assessed upon the district as a whole, 
it cannot be assumed that this method will be followed in the future, 
especially in a case like that of the upper Neponset valley, where a 
considerable burden of cost would be placed upon the district at 
large, by building Metropolitan sewers and main branches to all the 
towns in this valley, above the amount which would be collectible 
jfrom these towns upon the basis of assessment followed hitherto. 

The filtration areas which have been selected as the basis for the 
estimates of cost given in the preceding pages are located remote 
from populous districts, and are likely to afford satisfactory places 
of sewage disposal for many years in the future. 

Recent experiments and investigations as to the purification of 
sewage indicate that it may be practicable to purify much larger 
quantities of sewage on a given area, if necessary, than has hitherto 
been found practicable, and smaller areas may be required than those 
upon which the foregoing estimates are based, but so far as can now 
be judged no material change in the cost of purification from the 
estimates given can be expected. 

Considering all the circumstances, the most appropriate method 
of disposing of the sewage of the upper Neponset valley appears to 
be by purifying the sewage of the towns upon land ; and it does not 
appear to be necessary or desirable to provide relief in the matter 
of sewerage for any of the towns in the Neponset valley, not now in- 
cluded in the Neponset valley Metropolitan district, in the new South 
Metropolitan system. 
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Conclusions as to Additional Relief required in the Charles 
AND Neponset River Valleys. 

The conclusions reached from a study of the probable future dis- 
posal of the sewage of the upper Charles and Neponset River val- 
leys are, that only a few small areas in Wellesley and Needham, and 
possibly a small area in Weston, which are included in the portion 
of the drainage area of the Charles River tributary to that stream 
below Dedham, are likely to require sewerage in connection with 
Metropolitan works ; and that the sewage of all other areas in these 
valleys not provided for by existing Metropolitan systems can be 
disposed of by independent works in each town, or possibly by the 
combination of two or more towns. 

The population of the small areas which are likely to require 
sewerage in connection with Metropolitan works is very small at 
the present time, and in any case these areas are not likely to con- 
tain a population much larger than 12,000 by the end of the period 
for which the proposed high-level sewer is expected to serve. 



ESTIMATED POPULATION OF PROPOSED HIGH-LEVEL AND BOSTON 
MAIN DRAINAGE DISTRICTS, AND ESTIMATED QUANTITIES OF 
SEWAGE. 

Estimates of the probable future population of the area which it 
is proposed to make tributary to the high-level sewer, and of the 
probable quantity of sewage that may flow in the sewers of the high- 
level district, have been prepared on the basis already given, and 
the results are presented in the following table : — 

Estimated Probable Future Population of the Area Tributary to the Proposed High- 
level Sewer, and the Probable Quantity of Sewage from this Population. 



Ybab. 



Estimated 
Population. 



Estimated Quan- 
tity of Sewage 
per Capita per Day 
(GallonB). 



Estimated Total 
Quantity of 

Sewage per Day 
(Gallons). 



1900, 

1906, 
1910, 
1915, 
1920, 
1925, 
1930, 
1935, 
1940, 



261,500 
332,900 
412,400 
502,600 
601,100 
709,900 
826,900 
951,800 
1,085,200 



180.0 
192.5 
205.0 
217.5 
230.0 
242.5 
255.0 
267.5 
280.0 



47,070,000 
64,083,000 
84,542,000 
109,315,000 
138,263,000 
172,161,000 
210,859,000 
254,606,000 
303,856,000 
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The foregoing estimate makes no provision for the disposal of 
storm water from this district. At the present time the large 
quantities of mingled sewage and storm water flowing from the 
combined systems of sewers in the proposed high-level district at 
times of rain are discharged into the Charles and Neponset rivers, 
or Muddy River, Stony Brook or other tributaries of the two main 
streams. 

The capacity of the proposed high-level sewer as designed will for 
many years be much greater than the quantity of sewage which will 
be discharged into it from the proposed high-level districts ; and it 
will be possible in the beginning to discharge into this sewer much 
larger quantities of storm water from the areas which are provided 
with sewerage upon the combined plan than it is practicable to receive 
from these areas into the Boston main drainage system at the present 
time. 

An estimate of the quantity of storm water which might be re- 
ceived into the high-level sewer in the future from the areas served 
by the combined systems in the South Metropolitan district, which 
aggregate 18.6 miles, is given in the following table : — 



Year, 


Capacity for 
Storm Water (Gal- 
lons per Bay). 


•Bun off from 

District (Inches 

in Twenty-four 

Hours). 


Yeab. 


Capacity for 

8tormWater(Gal- 

lons per Day). 


District (Inches 

in Twenty-four 

Hours). 


1900, . 
1905, . 
1910, . 

1915, • 
1920, . 


256,870,000 
239,773,000 
219,314,000 
194,541,000 
165,603,000 


.79 
.74 

.68 
.60 
.51 


1925, . 
1930, . 
1935, . 
1940, . 


131,705,000 
92,997,000 
49,250,000 


.41 
.29 
.15 



It will be seen from the foregoing table that for about five years 
the high-level sewer would be capable of removing, in addition to 
the average quantity of sewage discharged into it, a rainfall of a 
little more than three-quarters of an inch per day over the areas in 
which the sewers receive both sewage and storm water, if the tributary 
sewers were capable of receiving and delivering so large a quantity 
of sewage. In subsequent years, as the flow of sewage becomes 
greater, the quantity of storm water that can be admitted to the main 
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sewer will continually decrease and the quantity of mingled sewage 
and storm water that would be discharged into local water courses 
would increase, and it will become necessary, in order to prevent 
the discharge of sewage through overflows in very small rains and 
thaws, to separate the sewage from the storm water throughout the 
district, and to provide some other method of disposing of the storm 
water. 

• Sewage overflows from combined systems of sewers in the high- 
level district will necessarily discharge into smaller streams and 
bodies of water than in the case of the main drainage system of the 
city of Boston, and such overflows are likely to become very objec- 
tionable in the high-level district, as the density of the population 
in the district increases. 

The act providing for the construction of the high-level sewer 
already referred to includes a provision that '' the sewerage systems 
of all drainage districts not now drained by»the South Metropolitan 
system which are constructed after the passage of this act shall be 
constructed in accordance with the so-called separate system of 
sewerage." It seems important not only that this provision should 
be carried out but that it should be supplemented by the separation 
of the sewage from the storm water as soon as practicable in the 
districts now served by the combined system which will be connected 
with the proposed high-level sewer, in order that the pollution of 
the inland waters in tjie district at any time by the discharge of 
sewage can be prevented. This separation of the sewage from the 
storm water can probably be made without special difficulty, and, 
as it can be done gradually; the cost will not be a serious financial 
burden to the municipalities in the district in which the combined 
systems now exist. 

After the completion of the high-level sewer there would remain 
an area of about 12 square miles, including the main portion of Bos- 
ton and low areas along the harbor front and along Stony Brook, 
which would still be tributary to the present Boston main drainage 
system, which is the area that those works were expected ultimately 
to serve. The estimated population of this area in the future and 
the probable quantity of sewage that will flow into the sewers are 
given in the following table : — 
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Estimated Prolx^le Future Population of the Main Drainage District and the 
Trohahle Quantity of Sewage from this Population. 



Yeab. 


Estimated 
PopiilAtion. 


per C^ita perlMy 


Ertimated Total 
Quantity of 


1900, 

1905, 

1910, 

1915, 

1920, . 

1925, 

1930, 

1935, 

1940, 














341,000 
362,100 
382,900 
399,600 
414,700 
427,500 
440,100 
448,400 
453,800 


180.0 
' 192.5 
205.0 
. 217.5 
230.0 
242.5 
255.0 
267.5 
280.0 


61,380,000 

69,704,000 

78,494,000 

86,913,000 

95,381,000 

103,669,000 

112,225,000 

119,947,000 

127,064,000 



The quantity of storm water that these works will care for, when 
the quantity of sewage is not greater than the average daily flow, 
after the high-level sewer is built, will be approximately as given in 
the following table, assuming that the capacity of the main drainage 
works will be increased to 154,000,000 gallons per day : — 



Ybab. 


Capacity for 

StormWaterCGal- 

looB per Day). 


Eunofrftx)m 

District (Inches 

in Twenty-tour 

Hours). 


Ybab. 


Capacity tor 
StormWater (Gal- 
lons per Day). 


Run oflr from 

District (Inches 

In Twenty-four 

Hours). 


1900, . 
1905, . 
1910, . 
1915, . 
1920, . 


92,620,000 
84,296,000 
75,506,000 
67,087,000 
58,619,000 


.44 
.40 

.36 
.32 
.28 


1925, . 
1930, . 
1935, . 
1940, . 


50,331,000 
41,775,000 
34,053,000 
26,936,000 


.24 
.20 
.16 
.13 



It will be seen from this table that for many years after the high- 
level area is diverted the main drainage works will be capable of 
receiving storm water under average conditions at a greater rate than 
was provided for in their original design, but they cannot be de- 
pended upon to take a quantity of storm water so large as indicated 
in the table at times of maximum flow of sewage and leakage. The 
quantity of storm water that can be received into the main drainage 
sewers will become gradually smaller in the future with the growth 
of the city, and the quantity of sewage discharged through storm 
overflows will gradually increase ; and, in order to prevent the pol- 
lution of the waters about the city by large quantities of sewage, 
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it will become necessary, before many years, to provide means for 
the proper disposal of the storm water. 

It is obviously desirable that, whatever means of relief is provided 
for the main drainage works, a sufficient portion of the area now 
tributary to the works should be diverted, to prevent the necessity 
of duplicating the tunnel and other expensive portions of the works 
at any future time. " ....... 

In the original design of the works it was expected that they 
would, after the diversion of the higher districts, be gf sufficient 
capacity to serve indefinitely an area of about 12 square miles of 
the densely populated portion of the city, including the business 
portion, but allowance was made for the* possibility that they might 
be required to serve a slightly larger area. It is impossible to esti- 
mate satisfactorily the quantity of sewage that may be produced in 
the business portions of the city in the future. A great increase in 
the size of buildings and number of people who occupy them is 
constantly going on. Dwelling houses are gradually giving place 
to large buildings which are not dwelling places, but are in most 
cases occupied by as large and often a larger number of people 
during a portion of the day than were the dwelling houses which 
they have replaced. In providing relief by a high-level or other 
sewer for the districts under consideration, it seems necessary to 
make a provision for a continued increase in the quantity of sewage 
that will be produced iji the areas that were expected to be served 
indefinitely by the main drainage works at least equal to that which 
is made for other portions of the city. 

While the above tables serve to indicate what the future popula- 
tion of these districts may be, as judged* by past experience and 
present tendencies, and the approximate quantities of sewage that 
may flow into the sewers of these districts, the actual results may be 
quite different from those which are now anticipated ; but the pro- 
posed line of the division of the district now tributary to the main 
drainage works appears to be a reasonable and satisfactory one, so 
far as the probable future requirements of the areas under consider- 
ation in the matter of sewage disposal can be foreseen at the present 
time. If provision shall be made for removing the ultimate quanti- 
ties of sewage, as estimated in the two foregoing tables, the works 
will be sufficient to provide for the removal of the sewage of these 
districts as a whole for a very long time in the future, and it will 
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be practicable to divert the sewage from portions of either district 
into the works of the other district, if it should become desirable 
to do so in the future, probably at no great expense. 



OUTLET FOR PROPOSED HIGH-LEVEL SEWER. 

In the original design of the Boston main drainage system, as 
already stated, provision was made for disposing of the sewage of 
the future high-level sewer at Moon Island, in connection with the 
sewage from the areas connected with the pumping system. Sew- • 
age has now been discharged at the Moon Island outlet for a period 
of sixteen years, and the average quantity discharged in the year 
1899 was J 7, 00,000 gallons per day. Recently the sewage of the 
city of Quincy has been discharged at this outlet. 

Observations upon the discharge of sewage at this outlet were 
made in 1898, under the direction of the Metropolitan Sewerage 
Commission ; but since that time additional reservoir capacity has 
been provided, and other observations have been made under some- 
what different conditions. The necessity for discharging consider- 
able quantities of sewage before high tide, and for continuing the 
discharge nearly until low tide, during the period covered by the 
observations made by the Metropolitan Sewerage Commission, ap- 
parently affected somewhat the distribution of the sewage over the 
harbor in this neighborhood, and caused it to be present in places 
where, if it had been discharged only on the earlier portion of the 
outgoing tide, — the time proposed when the works were designed, 
— sewage would probably not have been visible at any time. 

Sewage from this outlet is discharged practically at the level of/ 
the sea, with a considerable velocity. After leaving the outlet it 
generally moves toward the southerly side of the shoal known 
as Sculpin Ledge, spreading across the harbor current. It then 
gradually bends to the eastward, under the influence of the tide, 
and the northerly limit of the sewage passes around the southerly 
end of Long Island. Sometimes a small sewage area lies along 
the north-westerly side of Long Island, and it is possible that at 
times some of the sewage passes out of the harbor on that side 
of Long Island; but under ordinary conditions no sewage passes 
out of the harbor in that direction when the sewage is discharged 
at the usual time, — that is, in the first two or three hours of the 
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outgoing tide. The southerly limit of the sewage tract appears 
generally to be along a line drawn from the southerly side of Moon 
Island in a south-easterly direction toward Hangman's Island ; but 
about 4,000 feet south of the southerly shore of Long Island this 
line gradually bends to the north-east and passes south-east of Rains- 
ford Island. The observations generally show that the sewage has 
become so thoroughly diluted by the time that it has travelled a little 
beyond Rainsford Island that it is unrecognizable.* 

The present flow of sewage discharged from the reservoirs at 
Moon Island during the second and third hours of the outgoing tide 
passes out of the harbor south of Long Island, and becomes thor- 
oughly mixed with the water of the harbor and does not return on 
the incoming tide. The best results are secured when the sewage 
is discharged into the most favorable currents, and the discharge of 
sewage into less favorable currents has led to unsatisfactory results 
and an accumulation of matters from the sewage in the region about 
the outlet. It is not desirable to begin the discharge of large quan- 
tities of sewage much before one hour after high tide, and it is not 
desirable to continue it much beyond the end of the fourth hour 
after high tide. It will probably be even more important to observe 
these limits when it becomes necessary to discharge much larger 
quantities of sewage. 

The mingling of the sewage with the water takes place all over 
the area covered by the sewage, but goes on more rapidly near the 
edges of the area than elsewhere. The sewage remains quite close 
to the surface of the water, which is covered for a time with a greasy 
film. This film appears to be very thin, and it sometimes extends 
considerably beyond the area otherwise affected by the sewage. It 
is apparently composed of grease or oil from the sewage, and it is 
most noticeable on calm days, being quickly broken up by weaves. 

The observations indicate that, the greater the quantity of sewage 
that is discharged from the reservoirs, the greater will be the area 
of the harbor that will be covered with sewage, and the area covered 
will apparently increase in more than direct proportion to the quan- 
tity of sewage discharged. It is not likely that any considerable 
proportion of the sewage would pass out of the harbor north of 
Long Island, on account of the adverse currents at this place ; and 
sewage discharged into the current w^hich passes on the northerly 

» The area in which sewage matter is observable at present ontlets is indicated on the dia- 
gram opposite page 88. 
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side of Moon Island will nearly all run out south of Long Island, if 
the discharge of sewage is made only in the earlier and middle por- 
tions of the outgoing tide. If the quantity of sewage discharged at 
Moon Island shall increase in the future, the observations indicate 
that the enlargement of the area covered by sewage will be in a di- 
rection south or east of the limits of the area covered with sewage 
by the present discharge. 

The results of the observations and experiments at Moon Island 
lead to the conclusion that considerably larger quantities of sewage 
than those discharged at this outlet at present can safely be dis- 
charged here in the future. But with the present quantities the 
sewage has been found to be recognizable for nearly two hours and 
a half after the discharge at the outlet has ceased ; and, if the great 
quantity of sewage that would be conveyed by the proposed high- 
level and main drainage sewers combined should be discharged at 
this outlet in the future, it is evident that a very large area will be 
covered by sewage, and its dilution and dispersion might not be sat- 
isfactory. 

It seems evident that it will be necessary to limit the quantity of 
sewage discharged at this outlet in the future, and to provide another 
outlet for a portion of the sewage from the districts which are con- 
nected with the main drainage system. The fact that smaller quan- 
tities of sewage discharged into the harbor do not cover so great an 
area in proportion to the quantity as do the larger quantities, is an 
indication that, by discharging a given quantity of sewage at two or 
more different outlets, the sewage will more quickly mingle with the 
sea water and cover a smaller aggregate area than would be the case 
if the whole quantity should be discharged at one outlet. 

The great advantage of discharging sewage continuously and in 
comparatively small quantities into a large volume of tide water, as 
compared with discharging it in large quantities from reservoirs in a 
limited time, is well illustrated by a comparison of the conditions at 
the present outlets at Moon Island and at Deer Island. At Moon 
Island a large area is covered densely with sewage during a period 
of several hours* at each tide, while at Deer Island the sewage flows 
in different directions at different parts of the day, covers a much 
smaller area, and becomes more readily broken up and mingled with 
the sea water. 

In the investigations made with reference to the disposal of sewage 
into Boston harbor in previous years, many possible sewer outlets 
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were considered in addition to the two which have thus far been se- 
lected, — Deer Island and Moon Island, — and the results of these 
investigations will be briefly referred to. The places investigated 
by the first commission which examined Boston harbor with reference 
to the disposal of sewage included five possible outlets beside Moon 
Island. One of these was in Charles Eiver ; another was at City 
Point ; the third, at Commercial Point, at the mouth of the Nepon- 
set River ; the fourth, at a point in Dorchester Bay near the sewage 
pumping station ; and the fifth, at Castle Island. All of the points 
mentioned are so close to the city as to be out of the question as 
places of sewage disposal at the present time. 

In the final report on the main drainage system, just previous to 
its construction, the outlets considered, beside Moon Island and 
Castle Island, referred to above, were Spectacle Island and Thomp- 
son's Island. Regarding Spectacle and Thompson's islands the en- 
gineer's report states that Spectacle Island is evidently inferior 
either to Castle or Moon Island, and that Thompson's Island does 
not offer a favorable point for discharge. 

The outlet for the proposed high-level sewer recommended by the 
Metropolitan Sewerage Commission in its report to the Legislature 
of last year, after numerous studies had been made of the currents 
of the harbor in this neighborhood, was into the harbor near the 
south-westerly end of Peddock's Island. Along the north-west side 
of Peddock's Island there is a wide and deep channel, in which it 
was found that the velocity of the current is nearly as great as at the 
sewer outlet at Deer Island, where the results in the disposal of sew- 
age have been very satisfactory ; and it was proposed to discharge 
the sewage through pipes laid on the bottom of the harbor at two 
points in this channel about 950 feet apart, distant respectively 
3,500 feet and 2,750 feet from Nut Island, where the depth of water 
at low tide is more than 30 feet. 

Nowhere else, in the portion of the harbor which it is feasible to 
reach by the proposed high-level gravity sewer, are the conditions 
in regard to depth of channel and volume of current so favorable for 
the dispersion and complete removal of the sewage before it reaches 
any inhabited shore as exist north-westerly from Peddock's Island ; 
and very thorough investigations have been made to determine the 
probable course that would be taken by sewage discharged in this 
neighborhood, and the area over which it might be visible, with the 
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quantity of sewage that is likely to be discharged from the proposed 
high-level sewer. 

The float experiments made by the Metropolitan Sewerage Com- 
mission included five points, of which the two which were deemed 
to be most satisfactory, as stated above, were located respectively 
3,500 feet and 2,750 feet north of Nut Island. An examination of 
the results of these investigations, taken in connection with observa- 
tions upon the discharge of sewage at existing outlets, indicated that 
some advantage might be obtained by discharging the sewage at a 
greater distance from the main land ; and further investigations have 
been made in the neighborhood of Peddock's Island during the past 
year, with a view to removing the path of the sewage as far as prac- 
ticable from the inhabited shores of Quincy, Weymouth and Hing- 
ham, to avoid danger that sewage might reach those shores, and at 
the same time avoid the danger of sewage entering Hull Gut in such 
a way as to lodge upon the shores of Hull. These investigations 
were made during the months of August and September of the year 
1899. After an examination of the results of previous investiga- 
tions, and a study of the channels and currents of the harbor, two 
points were selected which appeared to be the most favorably situated 
for the disposal of the sewage. These points were on opposite sides 
of the main channel leading to the Nantasket Roads, one mile from 
Nut Island and about 1,500 feet apart. 

Since it has been found, from investigations at existing sewer 
outlets, that much of the sewage, after being discharged, remains 
near the surface of the water until it disappears, it was decided, in 
the investigations made in 1899, to use much shorter floats than 
those used in previous investigations. The length of most of the 
floats was about 8 inches, and of the remainder 2 feet. A large 
number of observations of the movements of floats started from the 
points described have been made, and the paths of more than 100 
floats have been plotted upon charts of the harbor. 

The results of the observations show in general that at high tide 
the current from the points selected for the observations sets out 
slowly through Nantasket Roads, and afterward much more rapidly, 
and this rapid current continues nearly until low water. With the 
turn of the tide the flood current from both points sets around the 
south-westerly end of Peddock's Island into Hingham Bay. This 
current is also rapid, though its velocity is somewhat less than that 
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of the ebb tide. Part of the floats set off in the first four hours of 
the flood tide passed close to Prince's Head, and then turned toward 
the north-east; another portion went toward Sheep Island in an 
easterly direction ; and others, after reaching the neighborhood of 
Pig Rocks Beacon, turned to the south toward Weymouth Fore 
River. The experiments were made under all the varying conditions 
of wind and tide that occur in the summer and autumn seasons, and 
special attention was paid to the effect of easterly and north-easterly- 
winds, which might carry the sewage toward Quincy Bay and the 
shores of Hough's Neck. In no case, even in strong easterly and 
north-easterly winds and at the most favorable time of the tide, did 
any of the floats started from the points selected move any con- 
siderable distance into Quincy Bay. Floats went in that direction 
only under the influence of very strong easterly winds, and then at 
so slow a rate that, even when started just after low water, it was 
found that they could not come near any shore before the turn of 
the tide. 

The portion of the main land to which the floats approached most 
nearly was the beach on the easterly shore of Hough's Neck. 
Under ordinary conditions the floats did not come nearer than about 
1,000 feet from this land. During the prevalence of strong north- 
easterly winds some of the floats approached within about 500 feet 
of the main land in the neighborhood, but not until two hours or 
more after leaving the starting point. 

The results of the float experiments at Peddock's Island, when 
considered in connection with observations which have been made 
upon the discharge of sewage from Deer Island and from Moon 
Island, show very conclusively that sewage discharged at the points 
selected near the south-westerly end of Peddock's Island on the first 
four hours of the outgoing tide, in quantities as great as those 
which might finally be brought there by the proposed high-level 
sewer, will not touch or approach near any inhabited shore, but 
will be carried to sea and will not return. 

The volume and velocity of the currents at Peddock's Island 
closely resemble the conditions at Deer Island, where very satis- 
factory results have attended the disposal of large quantities of 
sewage discharged in a continuous stream at all stages of the tide. 
A comparison of the results of the original float experiments at Deer 
Island with recent observations upon the area of the waters of the 
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harbor affected by the discharge of sewage at that point shows that 
the float observations indicated in a reliable way the direction which 
the flow of sewage would take at all times of the tide. 

Comparing the conditions at Peddock's Island with those at Deer 
Island, it is seen that in both cases the current of the outgoing tide 
has a rapid velocity and is well concentrated for a long distance. 
Sewage discharged into the ebb current at Peddock's Island would, 
however, probably spread less than sewage discharged into the ebb 
current at Deer Island, because the channel at Peddock's Island is 
somewhat more confined. On the incoming tide, however, there is 
a considerable difference between the currents at the two places. 
At Peddock's Island a rapid current sets in at the turn of the tide 
and flows around the southerly end of that island into Hingham Bay, 
as already described ; whereas at Deer Island the current is slower, 
and sewage has a tendency to remain in a large eddy south-west of 
Deer Island until it becomes mingled with the water. The observa- 
tions upon the discharge of sewage at Deer Island show that the 
sewage is carried to a somewhat greater distance on the ebb tide 
than upon the flood, but is confined to narrower limits, and the ebb 
tide conditions at Deer Island are evidently quite similar to both 
flood and ebb tide conditions at Peddock's Island. The area covered 
with sewage when discharged on the ebb tide from the Deer Island 
outlet is about I14 miles in length and about two-fifths of a mile in 
width at the widest place, and aggregates about 250 acres in area 
under average conditions, when the sewage is being discharged at a 
rate ranging from 2,000,000 gallons to nearly 3,000,000 gallons per 
hour. This includes the area over which any sewage matter is visible. 

Considering the results of the observations at Deer Island in con- 
nection with the numerous float experiments at Peddock's Island, it 
seems evident that, if a quantity of sewage amounting to 3,000,000 
gallons per hour should be discharged continuously at each of the 
two points off Peddock's Island at which the observations by the 
State Board of Health were made, the sewage would not approach 
within a quarter of a mile of the main land at any point, or near any 
other inhabited shore, before becoming broken up and so dispersed 
as to be unrecognizable. In heavy north-east winds the floats came 
nearer the main land than under ordinary conditions ; but, on the 
other hand, it has been found that sewage breaks up and disperses 
very quickly in a rapid current with any considerable velocity of wind. 
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It is not likely, judging from the experience at Deer Island, that 
with a discharge of sewage amounting to 3,000,000 gallons per hour 
at each outlet the discoloration of the sea water would be marked 
beyond a distance of 3,000 feet from the outlets, or that the odor 
of the sewage would be noticeable except in the immediate neighbor- 
hood of the outlets. 

It is not practicable to determine definitely, from observations of 
the quantity of sewage now discharged at Deer Island, how large an 
area may be covered by sewage at Peddock's Island toward the end 
of the time for which the high-level sewer is designed to serve. 
After the high-level sewer is built, it will probably be several years 
before the quantity of sewage delivered at this outlet will be sufficient 
to be noticeable except in the immediate neighborhood of the two 
points of discharge; and a rate of discharge as great as 3,000,000 
gallons per hour at each point, or a total flow of 6,000,000 gallons 
of sewage per hour, at the proposed outlet, does not seem likely to 
be reached for more than twenty years. 

It is possible that, with the greater quantities of sewage that may 
be discharged from the high-level sewer toward the end of the period 
for which it is designed to serve, it may be found desirable to limit 
the quantity of sewage discharged on the flood tide and to discharge 
a larger proportion on the ebb tide. If such a plan should be found 
necessary, reservoirs can be built on Peddock's Island and a portion 
of the flow during the flood tide retained and discharged on the ebb 
tide ; but it does not seem likely that such a provision will be found 
necessary for many years, if at all. 

It might also happen, when large quantities of sewage are dis- 
charged in the future, that unsightly floating matters from the sewage 
might be driven by the wind upon some of the neighboring shores ; 
but provision is made, in the plan proposed by the Metropolitan 
Sewerage Commissioners, for screening the sewage before it is dis- 
charged, and if further removal of floating matters should become 
necessary, provision can be made for retaining them in the sewer, or 
in a chamber built for the purpose, during the incoming tide, and 
discharging them only upon the outgoing tide, when they would be 
carried to sea. 

The investigations lead to the conclusion that the discharge of the 
sewage from the proposed high-level sewer in a continuous stream 
as it flows from the sewer into the sea at the points at which the re- 
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cent observations have been made will efltectually and satisfactorily 
dispose of this sewage, since it will quickly become thoroughly 
diluted in a very large volume of water, and carried to sea be- 
fore it can create a nuisance or lodge upon any inhabited shore or 
other place where it might be objectionable, and that the proposed 
outlet is the best place of disposal for the sewage of the proposed 
high-level sewer that it is practicable to adopt. 



OTHER AREAS WHICH MAY REQUIRE RELIEF BY A METROPOLITAN 

SYSTEM. 

The resolve under which the investigations herein reported have 
been made requires the Board to report a plan for an outlet for a 
high-level gravity or other sewer for the relief of the Charles and 
Neponset River valleys; but it has seemed desirable to consider 
also the possible needs with respect to sewerage of certain contig- 
uous districts which are likely to require sewerage before long, and 
which may require relief by the system proposed for the Charles and 
Neponset River valleys. 

The Neponset River valley includes a portion ^of the city of 
Quincy, and works already constructed provide for the disposal of 
the sewage of this city into the present outfall sewer of the Boston 
main drainage system at Squantum ; but in the future it is intended 
to discharge the sewage of Quincy into the proposed high-level 
sewer. South of the Neponset River valley and the city of Quincy, 
and along the southerly shore of Boston Bay, there, is a large and 
growing population in the towns of Braintree, Weymouth and Hing- 
ham, in which sewers have not yet been constructed. 

An examination of the topography of this region shows that there 
are three principal tributaries to Boston harbor in the towns referred 
to which also drain portions of other towns. Easterly from Quincy 
the first drainage area is that of the Monatiquot and Weymouth Fore 
rivers, which drain an area of 36.8 square miles above Ferry Point, 
between Quincy and North Weymouth. Included in this drainage 
area are the thickly settled portions of the towns of Randolph, Hol- 
brook and Braintree, together with a populated portion of Wey- 
mouth and a small portion of Quincy. Very small portions of 
Milton, Canton, Stoughton, Avon, Brockton and Abington are also 
included in this water-shed. 
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East of the Monatiquot River is the drainage area of the Wey- 
mouth Back River, containing a large population in the villages 
of East Weymouth and South Weymouth, and including small and. 
sparsely inhabited portions of Abington, Rockland, Hingham, 
Braintree and Holbrook. Further east is the town of Hingham, 
the thickly settled portions of which are located partly on an arm 
of Hingham harbor and partly in the drainage area of the Weir 
River, which discharges into Boston harbor west of the southerly- 
end of Nantasket Beach. 

The population of the principal towns in this region since 1865 and 
an estimate of their probable future population up to 1940 are given 
in the following table : — 

Population by Census Returns. 



YBAS. 



Braintree. Hingham. Holbrook. Bandolph. Weymouth. 



1865, 
1870, 
1875, 
1880, 
1885, 
1890, 
1895, 



3,725 
3,948 
4,156 
3,855 
4,040 
4,848 
5,311 



4,176 
4,422 
4,654 
4,485 
4,375 
4,564 
4,819 



1,726 

2,130 

2,334 

2,474t 

2,298 



5,734 

5,642 

4,064* 

4,027 

3,807 

3,946t 

3,694 



7,975 
9,010 
9,819 
10,570 
10,740 
10,866 
11,291 



Estimated Future Population. 



1900, 


6,170 


5,320 


2,610 


3,990 


11,920 


1910, 


8,380 


6,610 


3,470 


4,540 


13,820 


1920, 


11,460 


8,820 


4,495 


5,590 


16,590 


1930, 


15,810 


11,410 


5,780 


7,200 


20,210 


1940, 


21,340 


14,530 


7,490 


9,300 


24,980 



* Part established as Holbrook in 1872. 



t Part annexed to Avon in 1889. 



Besides the permanent population in the towns referred to, there 
is a large and growing summer population along the shores of the 
towns of Weymouth and Hingham, and small sections in this region 
are already in need of sewerage, and the sewerage of some of the 
more densely populated areas will probably soon require consider- 
ation. The shores in this region are bordered in most places by 
very extensive areas of flats, which are bare at low water ; and it is 
evident that to dispose of the sewage of areas which seem likelj'- 
soon to require sewerage by discharging it into neighboring tide 
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waters will be likely to produce serious nuisances along the shores 
in this region, unless the sewage is conveyed to a suflScient distance 
to avoid the danger of its returning upon them. Owing to the situa- 
tion of the thickly settled districts, a large proportion of which are 
close to the level of tide water, it will be necessary to pump the 
sewage in order to deliver it at any considerable distance from the 
shore. 

The possible methods of providing sewerage for these towns has 
therefore been considered to determine whether it may be desirable 
to provide for the disposal of the sewage in connection with the high- 
level system or outlet. 

Randolph. 

The estimated population of the town at the present time is about 
4,000. The population is located principally in one main village, but 
this population is nowhere very dense, and the denser portion covers 
a district over two miles long by fully a mile in width. There are 
several large shoe factories in the town, and it is to some extent a 
place of residence for persons doing business in Boston. 

An examination of the town shows that it is practicable to collect 
nearly all of the sewage at a place in the vicinity of North Street 
near Pleasant Street, and to discharge it upon low land having a 
gravelly soil near the Monatiquot River east of the point referred to. 
This area is extensive, and is capable of disposing of a much greater 
quantity of sewage than is likely to be produced in Randolph for 
several years. A small area in the northerly part of the town can- 
not be drained to this place, and this area will have to be considered 
in connection with the sewerage of the valley of the Blue Hill River. 
Before considering further the disposal of the sewage of this town, 
reference will be made to the disposal of sewage for Holbrook. 

Holbrooh, 

This town has an estimated population at the present time of about 
2,600. It is possibly to some extent a place of residence for per- 
sons doing business in Boston, but is chiefly a manufacturing town, 
the principal industry being the manufacture of shoes. 

An examination of the topography of the town shows that it is 
feasible to collect all of the sewage of the thickly settled portions 
which are likely to require sewerage for many years in the future in 
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the valley of the Monatiquot River near the north-westerly corner 
of the town. From a general study of the region it seems probable 
that the sewage of Holbrook can best be disposed of by purification, 
in connection with the sewage of the town of Randolph, upon the 
area of land referred to in the valley of the Monatiquot River. This 
area is nearly level, and is so situated that the sewage of practically 
all of the districts in the valley above can be delivered upon it by 
gravity. If suitable soil is not found over the whole of this area, 
excellent gravel can be obtained from higher lands contiguous to 
this territory ; and the examinations show that an ample area of filter 
beds for the purification of the sewage of both towns can be prepared 
in this region. 

An estimate of the probable cost of the disposal of the sewage of 
Randolph and Holbrook for. the next forty years by purification 
upon land in the valley of the Monatiquot River is as follows : — 

Annual cost to Randolph, 12,200 

Annual cost to Holbrook, ....... 1,820 

Braintree, 
The estimated population of this town at the present time is 
6,170. Nearly all of the thickly settled portions of the town are 
within the valley of the Monatiquot River and of its tributary the 
Blue Hill River. The Blue Hill River rises just within the limits 
of Canton, and flows along the southerly side of the Blue Hill range 
to the Monatiquot River near South Braintree. The greater part 
of the water-shed of the 31ue Hill River above the point where it 
enters the town of Braintree is included in the Blue Hill reserva- 
tion of the Metropolitan park system, but a small area in the valley 
of the river in Randolph is not included in that system. This area, 
however, is remote from any railroad, and does not seem likely to 
become populated to such an extent as to require sewerage for a 
long time in the future. Near the westerly boundary of Braintree 
is Great Pond, which is used as a source of water supply for 
Randolph and Holbrook. A portion of this water-shed is thickly 
settled, but most of the thickly populated portion can be provided 
with sewerage in connection with the Randolph system outlined 
above. The remaining portion, having an area of a little over a 
square mile, will probably have to be provided with sewerage. 
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when sewerage is required, in connection with a sewer in the Blue 
Hill Eiver valley, but this region also is not likely to require 
sewerage for many years. 

The northerly portion of the town of Braintree lies within the 
valley of Town River, which discharges into Town River Bay 
through the city of Quincy. The sewage of nearly all of this sec- 
tion of Braintree, including an area of about 1.95 square miles, can 
be disposed of in the future in connection with the Quincy system 
by gravity, or else it will have to be pumped into Braintree sewers 
when such sewers may be constructed. The district already con- 
tains a considerable population, and the population is likely to 
increase rapidly in the future. 

The greater portion of the population of the town of Braintree is 
contained in the villages of South Braintree, Braintree and East 
Braintree, which lie within the valley of the Monatiquot River. To 
provide for the sewerage of these villages it will probably be found 
necessary to construct a sewer through the valley of the Monatiquot 
River from South Braintree to East Braintree, from which place the 
sewage will have to be pumped to a place of purification or to some 
suitable place of disposal in the harbor. The problem of the dis- 
posal of the sewage of this town is one of much diflSculty ; and, so 
far as investigations have been made, it is likely that it will be 
found desirable to find a suitable sea outlet for the sewage, if 
possible, since there does not appear to be any suitable area avail- 
able for the purification of the sewage of the town without pumping 
to a considerable elevation and for a long distance. 

Weymouth. 

The estimated population of this town at the present time is 11,- 
920. The chief centres of population are Weymouth, East Wey- 
mouth and South Weymouth. The village of Weymouth is in the 
valley of the Monatiquot River, close to the boundary between Wey- 
mouth and Braintree. The villages of East Weymouth and South 
Weymouth are within the valley of Mill River, which discharges 
into the Weymouth Back River. The village of Weymouth is situ- 
ated so close to Braintree that there will be much advantage in pro- 
viding for the sewerage of Braintree and this portion of Weymouth 
by one plan. 

The sewage of the villages of East Weymouth and South Wey- 
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mouth would naturally be collected near the level of tide water at 
the head of Weymouth Back River. 

There does not appear to be any suitable place in the neighbor- 
hood of the Weymouth Back River, in Weymouth, which might 
be used for the purification and disposal of the sewage of the 
town, though it is possible that by the use of systems of rapid filtrar- 
tion the sewage could be purified in this neighborhood for sev- 
eral years. It is probable that a suitable area can be found for the 
purification of the sewage in the southerly part of the town, and it 
would be feasible to pump the sewage to such an area. The cost of 
either of these plans, however, would probably be large. 

Considering the circumstances, it seems desirable that the sewage 
of the towns of Weymouth and Braintree should be disposed of to- 
gether, since in this way the expense to each town is likely to be 
gi'eatly reduced. It will probably be feasible to purify the sewage 
of these towns by some system of rapid filtration, even if suitable 
soil for filtration cannot be found within their limits ; but pumping 
will probably be necessary in order to dispose of the sewage by any 
plan, and the cost of works for purifying the sewage would be likely 
to be much larger than the cost of a suitable sea outlet, if such an 
outlet could be reached within a reasonable distance. 

The proposed high-level gravity sewer appears to afford a means 
by which the sewage of these towns can be conveyed to a suitable 
outlet at a reasonable expense, and an investigation has been made 
to determine the probable cost of conveying the sewage of these 
towns to that sewer. 

Hingham. 

The estimated population of this town at the present time is 5,320. 
The thickly settled portion of the town is located not far from the 
head of Hingham harbor, but there is also a considerable population 
in the valley of the Weir River in the easterly part of the town. 
The greater portion of the population is so located that the sewage 
of the town will have to be collected close to the level of tide water, 
and disposed of, as in the case of Weymouth and Braintree, by 
pumping it either to a suitable harbor outlet or to some place where 
it can be purified. As in the case of Weymouth, there is a con- 
siderable area of shore lands in Hingham which are likely to become 
thickly settled before many years, and there are extensive areas of 
flats along the shore of the harbor in front of the town ; so that the 
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seTvage, if discharged into the sea, will have to be conveyed to a con- 
siderable distance from that shore, in order to avoid danger of creat- 
ing a nuisance upon these flats. 

The proposed high-level sewer appears to offer a satisfactory means 
of sewage disposal for Hingham as well as for the other towns men- 
tioned, and the disposal of the sewage of this town in connection with 
the high-level sewer has been considered. 

Means by which Braintree, Weymouth and Hingham might be 

PROVIDED WITH AN OuTLET FOR SeWAGE INTO THE PROPOSED 

High-level Sewer, and the Probable Cost of Works. 

The results of investigations have shown that it is feasible to col- 
lect all of the sewage from nearly all of those portions of the towns 
of Weymouth and Hingham which drain toward Boston harbor 
into a main sewer, which would begin near the Weir River in 
Hingham near the point where the river is crossed by Leavitt 
Street, and passing through streets and private lands in a westerly 
direction, generally in the neighborhood of the main highway from 
Cohasset to Quincy, would convey it to a pumping station on the 
westerly shore of the Weymouth Fore River near Ferry Point, from 
which the sewage would be pumped through a force main and dis- 
charged into the proposed high-level sewer at a point about two 
miles above its outlet. A branch sewer from South Weymouth 
through East Weymouth to the main sewer near the Weymouth 
Back River would convey the sewage of those villages to the main 
sewer ; and another branch sewer, beginning near South Braintree 
and following the valley of the Monatiquot River and along the 
westerly bank of the Weymouth Fore River, would receive the 
sewage of the villages of South Braintree, Braintree, East Brain- 
tree and Weymouth, and convey it to the pumping station near 
Ferry Point. This sewer might be extended further up the valley 
from South Braintree and receive the sewage of Randolph and Hol- 
brook, if deemed desirable. 

It is possible that sewerage might not be deemed necessary in 
Hingham for a considerable time after it was found essential in 
Braintree and Weymouth ; and for this reason an estimate of the 
cost to Braintree and Weymouth alone of disposing of their sewage 
into the high-level sewer by this plan has first been considered. In 
this estimate it has been assumed that the South Metropolitan district 
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would build a pumping station on the westerly side of the Weymouth 
Fore River near Ferry Point, and a force main through which to force 
the sewage to the high-level sewer. It is also assumed that the Met- 
ropolitan district would build a sewer along the westerly shore of the 
Weymouth Fore River from Ferry Point to the southerly side of 
Heywood's Creek, which is just within the limits of Braintree, to 
receive the sewage of Braintree and the main village of Weymouth ; 
and a sewer across the Weymouth Fore River to its northerly or 
easterly shore within the limits of Weymouth, to receive the sewage 
of East Weymouth and South Weymouth. 

The estimated total cost of these works, the yearly cost to each 
town, and the yearly extra expense brought upon the South Metro- 
politan district above the amount that would be received by the as- 
sessments upon these towns if the system of apportionment hitherto 
used should be followed at about the year 1910, are as follows : — 

Total cost of works, f 174,550 

Annual cost to Braintree for assessment for interest, sinking fund and 

maintenance about the year 1910, 4,060 

Annual cost to Weymouth for assessment for interest, sinking fund and 

maintenance about the year 1910, 5,974 

Extra annual cost, at about the year 1910, to South Metropolitan district 

of building and maintaining works for admitting these two towns, . 916 

If Hingham should be included in the proposed plan, and a sewer 
extended from the end of the Weymouth Branch sewer to the east- 
erly side of the Weymouth Back River, and the other portions of 
the works built of a sufficient size to receive the sewage of Hingham 
in addition to the other towns, the cost to the three towns and the 
South Metropolitan district might be about as follows : — 

Total cost of works, $369,815 

Annual cost to Braintree for assessment for interest, sinking fund and 

maintenance about the year 1910, 4,103 

Annual cost to Hingham for assessment for interest, sinking fund and 

maintenance about the year 1910, ..*.... 3,919 

Annual cost to Weymouth for assessment for interest, sinking fond and 

maintenance about the year 1910, 6,064 

Extra annual cost, at about the year 1910, to South Metropolitan district 

of building and maintaining works for admitting these three towns, . 5,654 

It is possible also to dispose of the sewage of Randolph and 
Holbrook in connection with Braintree, Weymouth and Hingham, 
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and the probable cost of works for receiving and disposing of the 
sewage of all five towns into the Metropolitan sewer has been esti- 
mated as follows. This estimate also, like the two preceding, does 
not include the cost of local sewers to collect the sewage of the 
towns. 

Total cost of works, $665,370 

Estimated annual cost to the various towns for assessment for interest, 
sinking fund and maintenance, at about the year 1910 : — 

Braintree, 4,240 

Weymouth, 6,260 

Hingham, 4,052 

Randolph, 1,987 

Holbrook, 1,300 

Extra annual cost to the South Metropolitan district, at about the year 

1910, of building works and admitting these towns, .... 15,633 

In the course of these investigations the possibility of collecting 
the sewage in the neighborhood of the Weymouth Back River has 
also been considered. If only the towns of Braintree and Wey- 
mouth should enter the system, it would probably be somewhat 
less expensive to the South Metropolitan district to construct 
works for admitting these towns, if the pumping station should be 
located near the Weymouth Fore River, than to construct the works 
near the Weymouth Back River ; but if the town of Hingham should 
also be admitted to the district, the indications are that it might be 
somewhat less costly to the district to locate a pumping station near 
the Weymouth Back River. If the towns of Randolph and Hol- 
brook should also be admitted, the cost might still be somewhat 
less if the pumping station should be located near the Weymouth 
Back River. The difference in cost to the towns would be very 
small in either case, but might be considerable in the case of the 
district as a whole. Either plan would be satisfactory, and the 
most appropriate one could be selected only after very careful study. 

It will be seen from the foregoing tables that it would probably be 
somewhat less expensive for Randolph and Holbrook to dispose of 
their sewage in connection with the other towns by discharging it 
into the high-level sewer than to purify the sewage on land, but 
these towns will probably not find sewerage necessary for several 
years after sewers are required in Braintree and Weymouth. If 
Randolph and Holbrook should join the South Metropolitan district, 
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and works should be constructed for disposing of their sewage into 
the high-level sewer, an extra cost might be entailed to these towns 
by the necessity for making the works of sufficient size to admit them 
before they require sewerage, and the consequent necessity for 
assessing upon them a part of the cost of the works. It will be 
practicable for these towns to purify their sewage satisfactorily upon 
available lands for many years in the future, and under the circum- 
stances it does not seem necessary or desirable to provide for the 
disposal of the sewage of the towns of Randolph and Holbrook into 
the high-level sewer. 

In the cases of the other three towns sewerage will be needed be- 
fore very long. It is very important to avoid locating sewer out- 
lets close to the shores in this region where there are extensive areas 
of flats, and nuisances might result ; but, as already indicated, it 
will probably be found desirable to discharge the sewage into the 
harbor, in order to save expense. Under the circumstances, a gen- 
eral system of sewerage for the three towns would probably be found 
of much advantage in enabling them to secure a suitable sea outlet at 
a reasonable cost. 

It is evident that the sewage of these towns can be delivered at 
the proposed high-level sewer outlet without special difficulty; and 
it seems probable, from the investigations that have been made, that 
this method of disposing of the sewage of these towns will be on the 
whole the least expensive and most satisfactory that it is practicable 
to adopt. 

The quantity of sewage which these towns would deliver to the 
high-level sewer outlet might amount, at the end of the period for 
which this outlet is designed to serve, to 12,000,000 gallons per 
day, and possibly a somewhat larger quantity. In the estimates of 
cost that have been given, no account has been taken of the prob- 
ability that if this sewage is admitted to the high-level sewer the 
length of time during which that sewer would serve the district might 
be somewhat reduced. It is evident, however, that the capacity of 
the high-level sewer would not be taxed by admitting the sewage of 
these towns until nearly the close of the period for which it is de- 
signed to serve. The sewage from the towns in question would 
enter the sewer about two miles from Nut Island and three miles 
from its outlet, and it would be feasible to extend the force main, 
through which the sewage would be conveyed, to the end of the 
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main sewer at Nut Island when the capacity of the high-level sewer 
T\^as reached, at a less cost, all things considered, than would be 
required if the high-level sewer should be built of larger size for the 
purpose of receiving the sewage of these towns in the beginning. 

The outlet pipes from the end of the high-level sewer to the point 
of discharge will not all be laid in the beginning, so that at some 
future time provision could be made for the extra quantity of sewage 
that would be brought in by these towns if it should be found neces- 
sary to do so. 

Considering the difficulty that may be encountered in securing a 
satisfactory system of sewage disposal for Braintree and Weymouth 
and probably also for Hingham, and the probability that a suitable 
method of disposal of the sewage may be found by dischai'ging it 
through the high-level sewer and outlet, it seems proper that provi- 
sion should be made to allow these towns to use this outlet in case 
they may choose to do so in the future, either by becoming a part of 
the Metropolitan district or by building and operating all the neces- 
sary works and paying a rental for the use of this portion of the 
Metropolitan works. 

In making the investigations, studies and estimates for this report 
the following engineers have been engaged : — 

William S. Johnson, assistant engineer of the board, in charge of 
special studies and the investigations as to filtration areas and the 
disposal of sewage of tiie Charles River valley. 

Laurence Bradford, assistant engineer, in charge of hydrographic 
surveys and studies. 

Charles G. Hyde, assistant engineer, in charge of the preparation 
of maps, plans and estimates. 

Respectfully submitted, 

X. H. GOODNOUGH, 

Chief Engineer. 
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Table showiko Geowth op Population 

[The populations from 1860 to 1900 are from the 





CITT OB TOWV. 


YSJLB. 


























1850. 


1855. 


1860. 


1865. 


1870. 


1875. 


1880. 


1885. 


1890. 


1 


East Boston, . 


9,861 


16,963 


19,366 


21,872 


26,616 


29,347 


29,926 


31 ,419 


36,930 


2 


Charlestown, . 


17.216 


21,700 


25,066 


26,399 


28,323 


83,556 


J^3,T31 


37,673 


38,348 


8 


Somerville, . 


3,540 


6,806 


8,026 


9,363 


14,686 


21,868 


V 4,933 


29,971 


40,152 


4 


Chelsea, . 


6,701 


10,161 


13,396 


14.403 


18,647 


20,737 


^T,T82 


srtjoo 


27,909 


5 


Everett, . 


- 


- 


- 


- 


2,220 


3,661 


■].169 


S,826 


11,068 


6 


Cambridge, . 


16,216 


20,473 


26,060 


2^J,112 


39,634 


47,838 


r>lM9 


f^«,668 


70,028 


7 


Maiden, . . 


3,520 


4,692 


6,866 


u.WO 


7,367 


10,843 


lii,ul7 


13.407 


23,031 


8 


Medford, 


3,740 


4,603 


4,842 


1,S39 


6,717 


6,627 


7,573 


9,042 


11,079 


9 


Winthrop, . 


- 


407 


644 


^33 


632 


627 


1,043 


1,370 


2,726 


10 


Melrose, . 


1,280 


1,976 


2,632 


2,^5 


3,414 


3,990 


4,660 


0.101 


8,519 


11 


Arlington, 


2,202 


2,670 


2,681 


-,760 


3,261 


3,906 


4,100 


I,ii73 


6,629 


12 


Belmont, 


- 


- 


1,198 


1.279 


1,513 


1,937 


3,616 


1,<H39 


2,098 


18 


Lexington, 


1,803 


2,649 


2,329 


2:i20 


2,277 


2,606 


2,^0 


2,T18 


3,197 


14 


Winchester, . 


1,363 


1,801 


1,937 


1,J68 


2,646 


8,099 


3,*.02 


4,390 


4,861 


16 


"Wo burn. 


8,966 


6,448 


6,287 


ti,^99 


8,660 


9,568 


10,^31 


11,760 


13,499 


16 


Stoneham, 


2,086 


2,618 


3,206 


r-i/J98 


4,613 


4,984 


4,s90 


b,A59 


6,155 


17 


Wakefield, . 
Total, . 


2,407 


2,768 


3,207 


z:iu 


4,135 


6,349 


^Mt 


6,060 


6,982 


18 


74,968 


103,416 


126,629 


138,084 


172,859 


210,432 


225,738 


260,064 


312,211 



Table showing Growth of Population of the Boston Main Draenage 

[The populations from 1850 to 1900 are from the 





City ob Town. 


Ybab. 


























1850. 


1855. 


I860., 


1865. 


1870. 


1875. 


1880. 


1885. 


1890. 


1 


Boston (proper), 


113,721 


126,296 


133,663 


141,083 


138,781 


140,669 


147,075 


147,138 


161,330 


2 


Bouth Boston, . 


13,309 


16,912 


24,921 


29,363 


39,216 


64,147 


56,369 


61,534 


66,791 


3 


Brighton, . 


2,356 


2,896 


3,376 


8,864 


4,967 


6,200 


6,693 


8,523 


12,032 


4 


Dorchester, 


7,969 


8,340 


9,769 


10,717 


12,261 


16,788 


17,890 


20,717 


29,638 


6 


Roxbnry, . 


18,864 


18,469 


25,137 


28,426 


34,753 


60,429 


57,123 


66,965 


78,411 


6 


West Roxbnry, . 


- 


4,812 


6,310 


6,912 


8,683 


11,783 


14.032 


17,424 


24,997 


7 


Brookline, . 


2,616 


8,737 


6,164 


6,262 


6,660 


6,676 


8,057 


9,196 


12,103 


8 


Dedham, . 


4,447 


6,633 


6,330 


7,196 


7,342 


6,766 


6,233 


6,641 


7,123 


9 


Hyde Park, 
Milton, 




- 


- 


- 


4,136 


6,816 


7,088 


8,376 


10.193 


10 


2,241 


2,666 


2,669 


2,770 


2,683 


2,738 


3,206 


3,556 


4,278 


11 


Newton, 


6,268 


6,768 


8,382 


8,975 


12,826 


16,106 


16,995 


19,759 


24,879 


12 


Quincy, 
Waltham, . 


6,017 


6,921 


6,778 


6,718 


7,442 


9,155 


10,570 


12,145 


16,723 


13 


4,464 


6,049 


6,397 


6,896 


9,066 


9,967 


11,712 


14,609 


18,707 


14 


Watertown, 
Total, . 


2,887 


3,678 


8,270 


8,779 


4,326 


6,099 


6,426 


6,238 


7,073 


16 


182,499 


212,066 


242,066 


261,960 


293,129 


340,827 


868,469 


401,820 


473,778 


16 


Total Metropoli- 






















tan Districts, . 


267,467 


316,481 


368,694 


400,034 


466,988 


661,269 


694,207 


661,884 


785,989 
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OF THE North Mbtbofolitan District. 

eenans report*; thoM from 1906 to 1940 are esttnutted.] 











Ykab. 










— 


1S95. 


1900. 


10O5. 


lOlO. 


1015. 


1980. 


19S5. 


1980. 


1985. 


1940. 




42,605 


46,756 


62,800 


60,000 


67,600 


76,000 


88,000 


91,000 


99,500 


108,000 


1 


40,304 


40,662 


43,700 


45,200 


46,800 


48,300 


60,000 


61,700 


63,800 


54,800 


2 


62,200 


61,643 


74,600 


86,000 


97,000 


108,000 


118,000 


128,000 


138,000 


147,600 


8 


31,264 


34,072 


38,000 


42,100 


46,200 


60,600 


66,200 


60,000 


66,000 


^2'^ 


4 


18,673 


24,336 


31,000 


89,000 


47,000 


66,000 


63,000 


71,000 


79,000 


87,000 


5 


81,643 


91,886 


104,000 


117,000 


131,000 


146,000 


160,000 


176,000 


190,000 


206,000 


6 


29,708 


33,664 


40,600 


47,000 


64,500 


62,000 


60,800 


78,000 


86,500 


96,600 


7 


14,474 


18,244 


26,000 


32,000 


30,600 


47,500 


66,600 


66,500 


76,600 


85,000 


8 


4,192 


6,068 


7,700 


9,900 


12,300 


15,000 


18,000 


21,400 


26,000 


29,000 


9 


11,965 


12,962 


16,300 


20,000 


23,900 


28,100 


32,700 


37,800 


43,600 


49,900 


10 


6,616 


8,603 


9,700 


11,800 


14,400 


17,600 


21,300 


25,600 


80,600 


36,000 


11 


2,843 


3,929 


6,000 


8,100 


10,800 


18,800 


17,300 


21,800 


25,900 


80,700 


12 


8,496 


3,831 


4,600 


6,400 


6,600 


8,100 


9,900 


11,800 


13,800 


16,900 


13 


6,150 


7,248 


9.600 


12,000 


14,800 


18,100 


22,000 


26,000 


30,200 


34,600 


14 


14,178 


14,264 


16,300 


18,100 


20,000 


22,100 


24,200 


26,400 


28,600 


31,900 


16 


6,284 


6,197 


7,000 


8,000 


9,300 


11,100 


13,200 


15,600 


18,200 


21,100 


16 


8,304 


9,290 


10,900 


12,900 


15,200 


17,800 


20,800 


24,200 


28,000 


82,200 


17 


• 374,688 


422,626 


497,400 


674,600 


656,800 


748,000 


834,900 


931,300 


1,030,500 


1,185,100 


18 



District and the Metropolitan Districts connected therewith. 

ceoBxiB reporta ; those from 1006 to 1040 are estimated.*] 



Ykab. 


— 


1895. 


1900. 


1905. 


1010. 


1015. 


1920. 


1025. 


1980. 


1985. 


1940. 




160,840 


164,000* 


160,000 


174,000 


178,000 


182,000 


186,000 


100,000 


104,000 


108.000 


1 


67,903 


70,000* 


73,500 


76,000 


70,600 


83,000 


87,000 


01,000 


05,000 


00,000 


2 


16,001 


10,270 


24,000 


30,000 


86,000 


42,000 


40,000 


56,000 


64,000 


72,000 


8 


45,909 


61,000* 


80,000 


101,000 


122,000 


144,000 


167,000 


101,000 


216,000 


241,000 


4 


92,088 


107,000* 


120,000 


133,000 


145,000 


156,000 


166,000 


176,000 


184,000 


102,000 


6 


32,761 


45,000* 


61,000 


77,000 


04,000 


113,000 


132,000 


152,000 


172,000 


102,000 


6 


16,164 


10,035 


26,000 


33,000 


40,000 


47,000 


54,000 


62,000 


70,000 


70,000 


7 


7,211 


7,457 


0,000 


11,000 


13,600 


16,000 


10,500 


23,500 


27,600 


32,000 


8 


11,826 


13,244 


14,700 


16,600 


18,600 


21,000 


23,800 


26,000 


30,800 


34,000 





6,618 


6,578 


8,600 


11,100 


14,600 


10,100 


24,600 


30,600 


37,100 


44,000 


10 


27,600 


33,687 


42,000 


68,000 


66,000 


80,000 


06,000 


111,000 


127,000 


144,000 


11 


20,712 


23,800 


28,200 


83,700 


40,000 


47,200 


66,600 


65,000 


76,800 


88,000 


12 


20,876 


23,481 


27,000 


31,600 


37,600 


44.600 


52,600 


61,500 


71,600 


82,000 


13 


7,788 


0,706 


12,000 


14,600 


17,500 


21,000 


25,600 


30,600 


36,000 


42,000 


14 


681,606 


604,166 


606,000 


706,800 


002,200 


1,016,800 


1,137,400 


1,267,000 


1,400,200 


1,630,000 


16 


006,384 


1,026,701 


1,102,400 


1,860,800 


1,550,000 


1,768,800 


1,072,800 


2,108,800 


2,430,700 


2,674,100 


16 



* The population for 1000 of Boston (proper) South Boston, Dorchester, Roxbury and West Rox- 
bury is an estimate. 
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Arlington, popalAtlon of, M 

Bellingbam, not necessary to provide for sewerage of, in connection with Metropolitan 

districts, SO 

Belmont, population of, 90 

Boston, popalation of, 90 

portions of , included in Metropolitan districts 11 

Boston harbor, effect of discharge of sewage into, at present main outlets, . . 5-9,11,19,68-71 

pollution of, by storm water oyerflows 19, 20 

probable effect of discharge of sewage at Peddock's Island, 7, 76, 77 

resolve directing State Board of Health to report upon discharge of sewage into, . 10 

Boston main drainage works, area tributary to, 16,17 

capacity of, 16-20 

capacity of, for removing storm water 18-20 

description of, 12-16 

discharge of sewage of , at Moon Island, 6 

estimated future population tributary to, 20-27, 64-69 

estimated quantity of sewage from districts tributary to, 20-27 

estimated quantity of sewage and storm water from, 64-69 

limit of capacity of, 27 

necessity for relieving 20-27 

population tributary to, 16 

proposed method of relief of, 27-29 

quantity of sewage discharged from 17 

Braintree, consideration of sewerage of 8, 9, 77, 78 

disposal of sewage of, by filtration, 80, 81 

disposal of sewage of, in connection with high-level sewer outlet, 8S-87 

population of 78 

Brighton, included in Charles River valley district, 11 

population of, 90 

Brookline, included in Charles River valley district 11 

population of 90 

tributary to Boston main drainage works, 18 

Cambridge, included in North Metropolitan district, 11 

population of 90 

water supply, necessity of sewerage for the protection of, 87 

Canton, disposal of sewage of, by filtration, 66 

feasibility and cost of disposing of sewage of, in connection with South Metropolitan 

district, 67-64 

population of, 60, 61 

Castle Island, suggested discharge of sewage at, 72 

Charles River, suggested discharge of sewage into, 72 

Charles River valley, additional relief required in, 64 

description of, 29 

disposal of sewage of, 29-48 

disposal of sewage of towns in, 8 

discharge of sewage of, at Moon Island, ; 6 

district, cities and towns included in, 11 

metropolitan sewer, area tributary to 17 
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PAOR 

Charlestown, Included in North Metropolitan district, U 

population of , 90 

Cheleea, population of, 90 

City Point, suggested discharge of sewage at, 72 

Combined systems of sewers, area served by, 17 

Commercial Point, suggested discharge of sewage at 72 

Consumption of water, estimated 21, 22 

Continuous discharge of sewage, advantages of, 71 

Dedham, included in Neponset River valley district 11 

population of 90 

tributary to Boston main drainage works, 13 

Deer Island, discharge of sewage at 6, 11, 12, 71 

Deposit sewers, Boston main drainage works, 27 

Dorchester, included in Neponset River valley district, 11 

population of , 90 

Dorchester Bay, suggested discharge of sewage into 72 

Dover, disi>osal of sewage of, , 48 

population of, 31, 32 

portion of, in Neponset River valley, not in need of sewerage, 50 

Drainage works (see Boston main drainage works). 

East Boston, included in North Metropolitan district, 11 

population of , 90 

Everett, population of, 90 

Float experiments at Peddock's Island 73-76 

Floats used in float experiments, 78 

Foxborough, portion of, in Neponset River valley, not in need of sewerage, .... 50 
Franklin, not necessary to provide for sewerage of, in connection with Metropolitan dis- 
tricts 30 

Ground water, leakage of , into sewers, 23-25 

Harbor (see Boston harbor). 

High-level sewer, area tributary to, 29 

estimated population tributary to, 64-69 

estimated quantity of sewage and storm water from, 64-69 

original plans for, 13 

outlet recommended for 7 

proposed outlet for, 6^77 

proposed by Metropolitan Sewerage Commission, 28,29 

Highlandville, sewerage of S3, 87-39 

Hlngham, consideration of sewerage of, . . . 8, 9, 77, 78 

disposal of sewage of, by filtration 82,83 

disposal of sewage of, in connection with high-level sewer outlet, 83-87 

population of , 78 

Holbrook, consideration of sewerage of 8, 9, 77, 78 

disposal of sewage of, by filtration, 79, 80 

population of, 78 

HoUiston, not necessary to proyide for sewerage of, in connection with Metropolitan dis- 
tricts 30 

Hyde Park, included in Neponset River valley district, 11 

population of 90 

tributary to Boston main drainage works, 13 

Leakage into sewers, 23-26 

Lexington, population of 90 

Lincoln, disposal of sewage of, in connection with South Metropolitan district, ... 36 

disposal of sewage of, by filtration in connection with Weston, 36 

plan for the purification of the sewage of , by filtration, 34 

population of, 31, 32 

Low-level sewer, original plans for, « . 13 
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Main drainage works (see Boston main drainage works). 

Maiden, population of 90 

Medfield, not necessary to provide for sewerage of, in connection with Metropolitan dig. 

tricts 80 

portion of, in Neponset River valley, not in need of sewerage, 60 

Medf ord, population of 90 

Medway, not necessary to provide for sewerage of, in connection with Metropolitan dis- 
tricts 30 

Melrose, population of, 90 

Metropolitan Sewerage Commission, changes recommended in plan of, for high-level 

sewer outlet 7 

high-level sewer proposed by, 28, 29 

Metropolitan sewerage districts, areas to he included in (see also North Metropolitan dis- 
trict. South Metropolitan district, Charles River valley district, Neponset Biver 

valley district), 7 

Milford, not necessary to provide for sewerage of, in connection with Metropolitan dis- 
tricts, 30 

Minis, not necessary to provide for sewerage of, in connection with Metropolitan districts, 30 

Milton, included in Neponset River valley district U 

population of, 90 

Moon Island, capacity of sewage reservoirs at, 16 

discharge of sewage at, 6, 18, 69-71 

limit to amount of sewage which can be discharged at, 6 

method of discharge of sewage at, 70 

quantity of sewage discharged at, 69 

Needham,disposalof sewage of small areas in, 8,9,88,37-40 

disposal of sewage of, by filtration, 41-47 

disposal of sewage of, in connection with South Metropolitan district 42-47 

disposal of sewage of, in connection with that of Wellesley, 45 

population of, 31, 32 

Neponset River, suggested discharge of sewage into, 72 

Neponset River valley, additional relief required in, 64 

description of 48-50 

discharge of sewage of, at Moon Island 6 

disposal of sewage of towns in, 8 

disposal of sewage for upper portion of, 48-64 

disposal of sewage of, in connection with South Metropolitan district, .... 67-64 

district, cities and towns included in Metropolitan sewerage district of, ... . 11 

feasibility and cost of disposing of sewage of, by filtration, ... . . . . . 52-56 

metropolitan sewer, area tributary to, 17 

capacity of, for removing sewage from upper Neponset valley 58 

Newton, capacity of main sewer for removing sewage from Wellesley, 48, 44 

capacity of main sewer for removing sewage from small districts near Charles 

River, 40 

included in Charles River valley district, 11 

population of, 90 

tributary to Boston main drainage works 18 

Norfolk, not necessary to provide for sewerage of, in connection with Metropolitan dis- 
tricts, . * 30 

North Metropolitan district, cities and towns included in, 11 

disposal of sewage of, at Deer Island 5, 11, 12 

population of cities and towns in 90 

Norwood, disposal of sewage of, by filtration, 62-54 

feasibility and cost of disposing of sewage of, in connection with South Metropolitan 

district 67-64 

population of, 50, 51 

Nut Island, discharge of sewage of South Metropolitan district, near, 7 

Outfall sewer, Boston main drainage works, capacity of, 16 

Outlet, proposed, for high-level sewer, 69-77 

recommended for high-level sewer, 7 

Overflows, storm water 19, 20, 66 
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Paper mill waBtes, dispoBal of» 54 

Peddock's Island, currents in harbor near 72-76 

float experiments at 7^76 

probable effect of discharge of sewage at, 7 

proposed outlet of high-level sewer at 7, 72 

Population, of cities and towns in North Metropolitan sewerage district 90 

of cities and towns in Boston main drainage and tributary Metropolitan districts, . 90 

area tributary to Boston main drainage works, 16 

Braintree 78 

Canton 60 

Dover, 31 

Hingbam, 78 

Holbrook, 78 

Lincoln, . 31 

Natick 31 

Needham, 31 

Norwood, 50 

Randolph, 78 

Sharon, 5Q 

South Natick (see Natick). 

Stoughton, 50 

Walpole 50 

Wellesley, 31 

Weston, 31 

Westwood 31 

Weymouth 78 

Population, estimated future, of cities and towns in North Metropolitan sewerage district, 90 

of cities and towns in Boston main drainage and tributary Metropolitan districts, . 90 

area tributary to Boston main drainage works 20-27, 64-69 

Braintree, 78 

Canton, 51 

Dover, 32 

high-level sewer district, 64-69 

Hingbam 78 

Holbrook. 78 

Lincoln 32 

Natick 32 

Needham, 32 

Norwood, 51 

Randolph, 78 

Sharon, 51 

South Natick (see Natick) . 

Stoughton, 51 

Walpole 51 

Wellesley 32 

Weston, 32 

Westwood 32 

Weymouth 78 

Public water supplies, quantity of water entering sewers from, 21, 22, 25 

Pumping plant, Boston main drainage works, capacity of 16 

Private water supplies, quantity of water entering sewers from, 22, 23, 25 

Quincy, area tributary to sewers of 17 

population of, 90 

sewage from, discharged Into Boston main drainage system, 15 

Rainfall, amount provided for, in design of Boston main drainage works 13 

capacity of Boston main drainage works for removing, 18-20, 67 

quantity of, entering sewers 24, 25 

Randolph, consideration of sewerage of 8, 77, 78 

disposal of sewage of, in connection with that of Holbrook 79 

population of, 78 

portion of, in Neponset River valley, not in need of sewerage 50 
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Reservoirs, capacity of, at Moon Island 16 

Resolye of General Court directing State Board of Health to report upon discharge of 

sewage into Boston harbor 10 

Rosemary Brook valley, sewerage of, . . . . S3, 37, 88 

Roxbnry, population of, 90 

Separate systems of sewers, area served by, 17 

Sharon, disposal of sewage by filtration, 54, 65 

feasibility and cost of disposing of sewage of, in connection with South Metropolitan 

district 57-«4 

population of , 60,51 

Sherbom, not necessary to provide for sewerage of, in connection with Metropolitan dis- 
tricts ... 30 

Somervllle, included in North Metropolitan district 11 

population of 90 

South Boston, population of, 90 

■ suggested points of discharge of sewage at, 72 

South Metropolitan district, description of, 28 

discharge pf sewage from, 6, 7 

estimated population of 64r-69 

estimated quantity of sewage from, 64^69 

outlet for sewage from, 0&-77 

plan for disposal of sewage of other cities and towns, in connection with— 

Charles River valley 29-48 

Dover 48 

Lincoln 34,36 

Needham 44-47 

small areas in Weston, Wellesley and Needham, 37-40 

South Natick 40 

Wellesley 40-44 

Weston, 36-37 

Westwood, 47, 48 

Neponset River valley, 4&-64 

Canton 66 

Norwood, 52-54 

Sharon 64,56 

Stoughton 66 

Walpole, 62 

Braintree 80, 81, 83-«7 

Hlngham 8^-87 

Holbrook, 79, 80 

Randolph, 79 

Weymouth, 81-87 

point of discharge of sewage from, 7 

South Natick, disposal of sewage of 40 

disposal of sewage of , in connection with that of Wellesley, 41-44 

population of 31, 32 

Spectacle Island, suggested points of discharge of sewage at 72 

Stoneham, population of, 90 

Stony Brook valley, sewerage of 32, 33 

Storm water, amount provided for in design of Boston main drainage works, ... 13 

capacity of Boston main drainage works for removing, 18-20, 67 

capacity of high-level sewer for removing, 67 

quantity of, entering sewers 24, 25 

separation of sewage from 66 

Stoughton, disposal of sewage by filtration, 66 

feasibility and cost of disposing of sewage of, in connection with South Metropolitan 

district, 67-64 

population of , 60,51 

Tannery wastes, disposal of, 64 

Thompson's Island, suggested discharge of sewage at, 72 

Tunnel, Dorchester Bay, capacity of 15, 16, 27 
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Wftkefleld, population of, 90 

Walpole, disposal of sewage by filtration, 63 

feasibility and cost of disposing of sewage of, In connection with South Metropolitan 

district, 67-64 

population of fiO, 51 

Waltham, Included In Charles Blyer valley district, 11 

population of, 90 

tributary to Boston main drainage works 13 

Water consumption, estimated 21, 22 

Water supplies, private, quantity of water entering sewers from, 22, 23, 26 

public, quantity of water entering sewers from 21, 22, 26 

Watertown, Included In Charles Blver valley district 11 

population of 90 

tributary to Boston main drainage works 13 

Wellesley, disposal of sewage of, by filtration, 40-4A 

disposal of sewage of, in connection with South Metropolitan district, .... 41-44 

disposal of sewage of small areas In 8, 9, 83, 37-40 

plan for disposing of sewage of. In connection with that of Needham 46 

population of , 82 

Weston, disposal of sewage of, in connection with South Metropolitan district, ... 36 

disposal of sewage of small areas in, 8, 9, 33, 37-40 

plan for the purification of sewage of, by filtration, 35-37 

population of , ^ 31,32 

West Roxbury, included In Neponset River valley district, 11 

population of , 90 

Westwood, disposal of sewage of, by filtration 47 

disposal of sewage of, in connection with South Metropolitan district 48 

feasibility and cost of disposing of sewage of. In connection with South Metropolitan 

district 67-64 

plan for disposing of sewage of, in connection with that of Norwood, . . . . 63, 54 

population of 31, 32 

Weymouth, consideration of sewerage of 8, 9, 77, 78 

disposal of sewage of, by filtration, 81, 82 

disposal of sewage of, In connection with high-level sewer outlet, 83-87 

population of , 78 

Winchester, population of, 90 

Wlnthrop, included in North Metropolitan district, 11 

population of , 90 

Wobum, population of SO 
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